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... the Contacts of this switch 
will not burn 


A new form 
of contact spring 
overcomes the most 
frequent cause of 
switch failure... 


HIS new and radically different 

Shallow Flush Toggle Switch re- 
cently perfected by Hubbell is notable 
for many individual features and im- 
provements. 


One feature, however, is of particular 
importance . . . the contacts of this switc 
will not burn at the ‘make’? — even 
when the switch is in circuit with type 
“C” lamps. 

To eliminate ruinous burning and pit- 
ting of contacts, Hubbell engineers 
developed an entirely new form of 
contact spring which provides for the 
heavy inrush of current at the instant 
of -“‘make’’. 
guarantees practically an unfailing, 
trouble-free lite for Hubbell Toggle 
Switches. 


This new contact spring 


We have opened this new switch here 
to show you the new contact spring 
and some of the other features which 
deserve your consideration. Compare 
this switch with one of former design. 
Then, clip tae lower right hand cor- 
ner of this page to your letterhead to 
obtain detailed information. 


Electrically and Mechanically 
Perfect in Design—"'Approved”’ 


A radically new form of contact spring scien- 
tifically designed so that two different rates 
of vibration are set-up in the spring; one 
tending to counteract the other. Thus recoil 
is practically eliminated in the ends of the 
contact spring when the solid metal contact 
blade strikes between them. As a result, 
burning and pitting of the spring is prevented 
even when in circuit with type “C” lamps. 
An automatic “kick off” prevents sticking of 
blades in contact. 
Commutator support is perfectly insulated. 
Commutator blades rigidly riveted to carrier, 
insuring positive alinement. 
Spring arm is pivoted on a round shaft, seated 
in a symmetrical bearing, facilitating faster, 
smoother action without wear. 
Operating mechanism is separate from the 
bridge and perfectly insulated. 
A solid bridge with ears lies in a recess 
across Bakelite cover — entirely insulated; 
perfect alinement and rigidity insured. 
Each wiring terminal is held by two screws. 


Bakelite case completely encloses mechanism. 


HARVEY HUBBELL, INCORPORATED, BRIDGEPORT, CONNECTICUT 
Boston Mass., 176 Federal Street; Atlanta, Ga., H. C. Biglin, 138 Marietta Street; New York, 
N. Y., 122 E. 42nd Street; Chicago, Ill., 318 West Washington Street; Denver, Colo., T. H. 
Bodfish, 1109 Broadway; 


Philadelphia, Pa., Fifth Street, Phila. Bourse (Exhibition Dept.) 





A complete line to meet any need —- 


9801—S. P., 5 amps. 250 volts; 10 amps. 125 
volts 

9802—D. P., 10 amps. 250 volts 

9803—3-way. 5 amps. 250 volts; 10 amps. 
125 volts 

9804—4-way. 2 amps. 250 volts; 5 amps. 
125 volts 

9805—S. P., 20 amps. 250 volts 

9806—D. P., 20 amps. 250 volts 


Hubbell Screwless 
‘lates of Bakelite 


Ask for a descrip- 
tion of these seif- 
alining switch and 
outlet plates. You 
can obtain them in 
any color or finish 
to exactly match 
any background. 
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Every gift date—anniversary, 
birthday, Christmas—puts more 
and more electrical appliances 
into homes of every type. And 
fully a third of those homes 
are woefully short of sufficient 
outlets for real convenience. 

Here is a job for RomeX. It 
can be installed quickly with- 
out so much fuss and dirt that 
usually annoys the housewife. 
It can be fished easily through 


ROME 


Make a place for more appliances 
with RomeX 


ROME WIRE COMPANY, Rome, N. Y. 
Division of General Cable Corporation 





small spaces. It is light to han- 
dle and needs few fittings. 

Customers will get a safe, 
fast job at lower cost—and the 
contractor gets larger profits 
per job. RomeX is made for 
just such work. It means finish- 
ing more jobs per month. 

Have you used RomeX? If 
not, let us send you complete 
information. Write for the 
latest RomeX booklet. 


2916-R 
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People Like Pictures 


like pictures. There is some- 

thing real, something flesh and 
blood about pictures that you do -not 
find in type. 


S ik what you like, but people 


People like to see things for them- 
selves rather than be told—the tell- 
ing is so apt to be boresome. With 
pictures, they can see the whole op- 
eration almost as though they were 
on the scene. 

And besides, pictures don’t lie. Not 
that writers of word articles do not 
tell the truth, but it is a fact, never- 
theless, that being human they oc- 
casionally leave out some essential, 
or otherwise exaggerate in a way to 
color the reader’s thinking. You 
cannot do that with pictures. 


 nghamgeg CONTRACTING may have 
been an experiment ten months 
ago. It isn’t any longer. People 
like the picture method of present- 
ing an idea. On every hand we hear 
contractors say what an improve- 
ment we have made in the magazine 
and the only improvement is the sub- 
stitution of pictures for words. There 
has been no change in subject ma- 
terial. 


And that is one of the reasons why 
the subscribers of ELEcTRIcAL Con- 
TRACTING are so attracted to the 
magazine. 


And since this method of attract- 
ing reader attention has proven its 
value in the editorial pages, might it 
not, perhaps, be equally effective in 
the advertising pages? 

The aim of an advertisement is to 
secure and then hold the attention of 
the reader for a length of time suf- 
ficient to absorb what it is all about. 


Ni a brand new product, the 
story can be told in words and 
secure attention because of its news 
value. When a product has been on 
the market for some time, however, 
it does not have the news value of 
a newly developed product and it 
becomes more of a problem to hold 
attention. How better can this be 
done than by illustrating with photo- 
graphs the product’s good points, 
one at a time, not as an exhibit, but 
in actual operation. And, finally, let 
us suggest that the photographs be 
retouched no more than is absolutely 
necessary—let them have that gen- 
uine look. 
The Chinese have a proverb to the 
effect that one picture is worth a 
thousand words. ELrectricaL Con- 


. TRACTING, from its experience in its 


editorial pages, has demonstrated the 
truth of this ancient proverb and it 
passes the idea on to its advertisers 
that they, too, might take advantage 
of it. 

















































i ELECTRICAL CONTRACTING 


URAFLE 


URAE | 
oso . 


Armored Rushed Cable 


















ANTI-SHORT 
BUSHING 


KRAFT ARMOR 
















a This chews the emecth compet | 


, aa capping of Kraft Armor which provides the | 
Se a 





' Further knife hazard is eliminated by the 
fact that the strands of Kraft Armor snap off by 
merely pulling them. 





hon of protection for the condu-tors. 











Set 


| Aah had 
Me ek % bas se it ee J 


y owe that Kraft Armor breaks 
off come disance underneath ¢ the steel sheath pro- 
vides space for the Anti-Short split bushing. 


This Better Cable 
speaks for itself / 


Here’s the whole story at a glance — quicker & 
An ample supply is fr. and easier to install and doubly guaranteed ve 
nished with every coil of = against shorts—and remember— it’s one of the : 


AN pA 4 
DURABILT PRODUCTS 
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ANACONDA WIRE & CABLE COMPANY - 
General Offices, 25 Broadway, NEW YORK ee 
Chicago Office, 111 West Washington St. . 
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Conventions Ain't Like They 





Dear Mr. Editor: 

I wish you would put a piece in your paper 
about why more men in this business should 
go to the Electragists’ Convention at 
Swampscott—an’ what they should do when 
they get there. 

Conventions are something like the old 
grey mare—they ain’t like they used to be. 
I c’n remember when a gang went to a con- 
vention and the meetings were called to or- 
der by the bartender using a bung-starter 
for a gavel, and after the close o’ th’ evening 
sessions th’ delegates slept crosswise in re- 
volving beds with their derby hats on. 

Times have changed since then—and it 
ain’t because of Andy Volstead’s law, either. 
Th’ men scem to ha’ got some sense all by 
theirselves, without any relief from Con- 
egress. But, on th’ other hand, Mr. Editor, 
please don’t talk about this being a “work- 
ing’ convention. We work hard enough at 
our jobs. 

Seems 
thinking 


t? me the way to start th’ fellas 
right about this Swampscott get- 





Used to Be 


together is t’ make them realize that it’s 
kinda like an airplane trip over th’ whole 
contracting business. They sit there in that 
comfortable old New England hotel just sop- 
ping up broad-gauge ideas. 

They’re sitting in those meetings with 
no other thought in their heads than how 
they can find and apply the bed-rock prin- 
ciples of practical success to the contracting 
business, and when they get home and back 
on the job they have a skull full o’ ideas 
which help ’em get bigger jobs at better 
prices. 

I realize it’s going to be pretty hard to 
make some o’ th’ men understand this point 
o view. But as you know, Mr. Editor, 
those who attend the conventions generally 
seem to be the ones who are making the 
most money. This may be just a coinci- 
dence, but I don’t think so. 

When I said something like this to Henry 
Trimmer the other day—he’s one of my 
competitors here in town you know—when 
I said this to Henry Trimmer he came back 
at me by asking why I wanted him to make 
more money. “What I make, you lose. On 
that basis, you’d pretty soon go bankrupt,” 
SeZZe. 

“Listen, Henry,” I says, 
wrong. If you and th’ rest of th’ men in 
this business here in town would always 
price your jobs so you’d make money, th’ 
only fella who’d go bankrupt would be th’ 
fella who manufactures red ink. Th’ rest 
of us would be sitting pretty.” 

That’s what this convention is for, Mr. 
Editor—to put the red ink manufacturer 
outa business. 


“You got that all 


John Wise 
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oordinat¢s 


By THOMAS W. Cox 


Cox Electric Co. 
South Boston, Mass. 


The foreman takes the cable crew and 
material to the old house which is to be 
wired, gives the journeyman the wiring 
layout and leaves him to do the job. 





The foreman calls for the cable 

crew when they have finished their 

work and while they are loading 

the equipment and surplus material 

on the truck, he makes the layout 

for the rigid conduit work in the 
basement. 


After the cable crew is taken 
to the next job the foreman 
returns to the office and 
makes out his stock sheets. 





ELECTRICAL 





Mr. Cox employs two crews on 

house wiring. One specializes on 

the cable work while the other 

specializes on rigid conduit. This 

article tells how the foreman co- 

ordinates the work of these two 
crews on each job. 











If the crews need additional 

material or need help of any 

kind, they telephone the 

office. The foreman keeps in 

touch with the office thus 

picking up the calls as they 
are received. 





























The foreman then gets out the 
stock required for the conduit part 
of the job and as soon as the pipe 
crew has finished its previous work 
he picks them up and takes them 
and the material to the job just left 
by the cable crew. They in turn 
complete the job and get it ready 
for inspection. 





Between looking after the re- 
quirements of the wiring crews 
and handling the trouble calls, the 
i wap Frage oot p haw : < nag How each of these crews operates will be 
he is nevertheless able to fit in a . Se a ae 

number of trouble calls each day. 
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Non- Productive Labor- 


Home Made 
Pipe Benpers 





Many contractors still bend pipe on the job with 
a home-made bending contraption. They forget 


that manufactured benders arelabor savers and 
will, in a short time, pay for themselves. The 
pictures on this page show how wasteful these 


home-made affairs can be of labor 


It takes two men, as a rule, to carry the tim- 

bers from the waste pile to the place where 

the bender is to be set up. After that the 

bender must be put together, taking a little 
more of the time of these men. 


is One or more men make search in the waste 
can lumber pile for timber of the right size and 


=e tT GE. length. If a fellow steps on a rusty nail 
there is “time out” and an accident report. 


2 ie 
, 


| Finally, if pipe of any size is to be bent, it takes 

at least three men. Because the bender is more 

or less of a makeshift a number of bites must be 
taken to get the right degree of bend. 
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Projectors are spaced about one per booth, which are about 14 ft. square. 
A new market for the contractor— 


Lighting Practice Golf Courses 


By DEAN M. WARREN and S. E. STRUNK 


National Lamp Works, Cleveland, Ohio. 


Practice golf courses are springing up all over the country. Not only must the ground be 

lighted, but the swiftly moving ball as well, so that it can be followed easily with the eyes 

during its entire faght. Also, the ball must have, approximately, the same amount of 11- 

lumination throughout its flight so it will not seem to appear and disappear, speed up and 

slow down. Illumination on the ball depends on several factors such as its size, color, speed 
and lightness of background. About 6 ft. candles ts sufficient 





Wiens DiacRam 


37.5 kw. secondary 
transformer 


— 3wires -230 volts 
—“Owire lead in 









Mounting of floodlights on roof of booth. 
-20 circuit board 


"tiedx ti Lighting Details 
“single pole toggle | MRE amr short, high shots a fairly wide beam is needed. On this 
switch course, which includes 41 tees, 16 floodlights equipped with 1000- 
watt, general service lamps and lightly stippled glass covering 
doors are used. 
2. For long shots, a high candle power projector is used with 
> of Swi ¢ a large diameter reflector and a 1000-watt concentrated filament 
2 cwrcuits of  Owire used for loods floodlight lamp giving a maximum of about 500,000 cp. Six such 
2 floods (1000 watts each)per circuit calhe ome waned 
dime thelget ls) p al u , as ’ . 

| flood (1000 watts) per circuit (for 2 circuits 3. To secure same level of illumination on the tees as on the ball 
with provision for ladditional flood). while in flight, a 100-watt inside frosted lamp with standard RLM 
dome reflector is used in each booth. 


outlet with 
plug receptacle rele\alal-lel diols im atey @ 


bb t at hs 


ae, - —aeeaseneneeas — — — a S — ssienatvepentinsiandietiatebaedneosannaaaloat pc 
2 30 ft. of 30 ft. of I'ein. pipe 


‘30 ft. of I's in. pipe coe ||-hin. pipe branch conduit 
%in.pipe carrying circurt gs ee arrangement same 
for fight booth lights gf HH hin.pipe’” as other side 
2-\* in. pipe carrying ~ Ae 
oll branch circuits 
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Saves Time in 
Apartment House 
Wiring 

By 


WILLIAM LEIBFRIED 


President, William Leibfried Co., Inc., Contract- 
ing Electrical Engineers, New York City 





Each color in the cables of each feeder 
entering the main 3-phase 4-wire, 120- 
208-volt distribution board indicates the 
phase to which that particular wire is 
to be connected, thus eliminating the 
time consumed in testing these cables 
for phase polarity. The time saved in ae 
using the colored cable against the or- 
dinary black in this part of the instal- 
lation is approximately 40%. 


With a white braid cable for the neu- 
tral and colors of red, orange and black 
for the three phases, these cables were 
connected to the phases A, B and C 
without the aid of testing. There are 
five separate feeders of various colors 
running to the meter troughs, which 
were connected at approximately a 
20% saving over the use of black braid. 


es. 


epee 





Each panel was connected to one-phase 
(i.e. color) and the neutral, making a 
total of three panels to a feeder. Ap- 
proximately nine feeders, totalling 
twenty-five panel boards, were installed 
within three and a half hours by four 
journeymen and two helpers. 








Portion of riser diagram 

showing how the different 

colored feeder cables were 
used. 
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Labor is saved by installing 3-phase 4-wire 
feeders of different colored wires for three panels 
with one phase to each panel with a common 


neutral for the three panels 


One man connected the light- 
ing feeders to the panel boards 
in the apartments, while anoth- 
er connected the feeders to 
the apartment fuse panels lo- 
cated in the basement, by col- 
or, without the aid of testing. 
The time saved in connecting 
these feeders, as against the 
same type of work with ordi- 
nary black braid wire, was 
slightly more than 20%. 

























































ing feeders, indicating differ- 
ent colored wires for each 
panel board. By using cables 
cut to length and by placing 
each feeder on one reel, paral- 
lel, all legs were installed in 
the feeder conduit at one time 
eliminating the expense of cut- 
“| ting the feeder cables and par- 

'  alleling the cables on the job. 






es " " 

; ie : . . 

#4 . 7 The installation of 3-way cir- 

|. 4 STs 3 cuits is considerably simplified 

148 4g aeorsiad ay by running the two travellers 

i4sr¢ etacr in red wire, thus distinguish- 
“6 + | ing them from the black and 
W= & 130° \Cumag / white wires. In circuit work, 
A 4a?’ Rego where three or four circuits 

: ‘ss : Lif” Gaace were grouped in one conduit, 
ry 4 ‘en lou a separate colored wire was 
470. prety = / used for each circuit back to 
49 2p yo the panel board. 
Aap 
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_ Portion of schedule for light- 
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The Thompson report to the Industry 
Sales Conference indicated that only 


IO% of the women interviewed, or 
















930, were interested in having more 
wiring. These women wanted, in 
all, 4400 additional outlets 


as shown below: 


Base Plugs—2582—59% 


This is to be expected because of 
their greater use. 





One-way Switches— 
712—18% 


The older houses, particularly, 
need switches. 
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omen Want—? 


Wall Brackets—680—15%, 


This indicates an opportunity to 
sell additional fixed lighting. 











Ceiling Fixtures— 


19349, 
As was to be expected, the F 
market is not for new out- Two-way Switches— 
lets of this nature, but rather 163-4, 


for newer types of fixtures. : 
yP — This will always be smaller 


than the others, but it should 
be proportionately larger 
than it is. 





CONTRACTING 


Supporting the Electric System on 
“[-RUSCON STEEL ROOF 


This unique device devised by the Star Electric Co., of 
Spring field, Mass., permits the installation of conduit, fix- 
tures, etc., directly on roof without in any way penetrating 


or warping the roof causing leaks 








The spreading device, which prevents the warping 

of the roof when the screw on the clamp is tight- 

ened, is a flat piece of sheet steel of sufficient length 

to reach from one girder to the next. As this 

device is twisted into place edgewise, one corner is 
cut off at an angle. 


The flat plate is twisted into place 
between the small girders of the roof 
and the clamp. A screw is placed 
over the two girders and the screw 
and locknut tightened. This will sup- 
port heavy loads such as pull boxes, 
conduit lines and fixtures. 


Outlet box supported by one of 

these clamps by means of 

screws. Shown diagrammatical- 
ly at right. 





The supporting clamp is of sheet steel, 

one end being bent at a 90 deg. angle 

and tapped for screw which is fitted with 

a locknut, the other end being bent at 

an acute angle, care being taken not to 
fatigue the steel. 
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The scaffold ready for use in a large 
garage. It is 12 ft. long and 4 ft. 
wide and adjustable as to height by 
means of sliding supports drilled with 
¥% in. holes opposite other holes in 
the main frame, and is held in place 
by short lengths of reinforcing steel 
thrust through the holes. The up- 
rights are 4 by 6 in. and the rest of 
the frame 2 by 6. The scaffold rolls 
easily on any floor of ordinary 
smoothness and the men working on 
it can pull the whole affair around 
without descending. 

















educes Labor Cost with 


Rolling Scaffold 
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Fatigue from running up and down lad- 

ders when installing overhead runs and 

outlets can very quickly reduce labor effi- 

ciency. The Harrison Electric Co., Indi- 

anapolis, Ind., has found the answer to 

this problem in a rolling, adjustable scaf- 
fold here described 


et EWES +- 


Two men work above, as shown, while one below 

hands up material and renders other assistance as 

needed. Incidentally, other trades borrow his rolling 
scaffold at every opportunity. 
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The invoice card is a per- 
manent record of the job in- 
cluding its cost and profit. 
At the left is the description 
and cost and profit record. 
Notice that cost is: Permit 
plus material plus labor plus 
overhead. The billed price 
less the cost equals the gross 
profit which, less the agent’s 
commission, is the net profit. 
The right side of the card is 
devoted to the time record. 


Easy to Keel 
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Before a job is started a work order is made out in 
duplicate and a copy given to the man doing the 
job, which the customer must sign on completion of 
the work. If there are extras the workman must 
always be sure the customer signs for them on a 
work order. This is especially valuable when work- 
ing on apartment houses where unauthorized ten- 
ants are liable to order work done. 
The work order is made out in duplicate 
for each job. After the workman fills in the 
time and material and gets the customer’s 
signature, it is sent to the office where the 
data is transferred to an invoice card. The 
work order is then filed in the active trays 
according to the name on the margin. 
When the work is done, the work order is 
placed in a general file with other detailed 
data on the job where it is kept until the 
installation is paid for, after which it is 
then destroyed. 
ea 
4 
INVOICE NO. 9108 DATE APRIL 1°. sa 
_ WORKMAN DATE DESCRIPTION HOURS RATE | AMOUNT 7 
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€aloB RECORD System 


simpli fied, compact, yet complete method with 
ible card filing has been devised by George IV. 














Shane, a South Boston, Mass., electrical con- 
tractor, using only a work order sheet 


and an invoice card 


The back of the invoice card 
contains the list and cost of 
the material used on the job. - 


When the job is paid for, the card is placed 

in the permanent record file and indexed by 

name and invoice number. This system 

gives a lasting and compact record of work 

done and compiles a valuable amount of 
cost data. 












The invoice card is filed in the active trays 
according to the name on the bottom of the 
card. The data from the work orders is 
transferred as they are sent in, to this 


5.40) case. When the job is completed the in- 
= voice card is removed to the bill file con- 
= sisting of the trays in the upper half of the 
bal cabinet. 
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Typical modern transformer 

vault using G & W Vault 

Unit providing full automatic 

throwover. Note self-con- 

tained cable heads and sepa- 

rate tank for operating trans- 
formers. 


Service connection for in- 
dustrial vault using two oil 
switches with special motor 
mechanism for automatic 
throwover service. Note use 
of disconnecting potheads 
and expulsion fuses. 


SUAL arrangements of 
equipment for this 
purpose are: 

1. Two sets of single pole 
single throw knife blade 
disconnect switches. 

. One set of single pole double throw knife blade dis- 
connect switches. 

3. Switching table made up of disconnecting potheads. 


. Two oil switches either automatic or non-automatic, 
either three or four pole as may be required. 


5. One double throw oil switch, number of poles as 
required. 

3. Arrangement for electrical or mechanical automatic 
throw over from normal to emergency circuits. This 
may be applied to the two oil switches or to the 
double throw oil switch. 

The arrangement chosen will depend on just how 
long a time service may be interrupted without se- 
rious inconvenience to the customer. Arrangements 
listed under 1, 2 and 3 require the services of a 
trouble man from the central station company and 
a delay of from 15 minutes to one hour may be ex- 


aults for 


By CLOVIS M,. CONVERSE 


Sales Engineer 
G & W Electric Specialty Co. 


pected at the best. 
arrangements 4 and 5. 


This may also be true of 

It is often possible to ar- 
range these switches so that they may be operated 
from the outside of the vault in which case the 


customer can make the throwover within a few 
minutes. 

Where an outage of even a few seconds dura- 
tion might be dangerous as in a hospital, railway 
station or theatre, some form of automatic instan- 
taneous throwover is necessary. This may be se- 
cured in several ways of which the following are 
typical. 

1.—When two oil switches are used the switch 
on the normal feeder can be arranged to open in 
case of failure of that feeder and in so doing 
operate a contact which will cause the motor or 
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solenoid operated switch on the emergency feeder 
to close, thus restoring service. With this arrange- 
ment it is necessary for a troubleman to visit the 
vault in order to return the load to the normal cir- 
cuit and reset both switches. 


2.—Several forms of automatic double throw oil 
switch are available, these are usually spring oper- 
ated, either manually or motor wound, Inthe manual 
wound type the switch throws over instantly in 
case of failure of the normal circuit, and returns 
to normal as soon as voltage is restored. In the 
motor wound type the throw over takes place in- 


stantly but the return to normal is delayed ap- 








\- 2300/230/154 


ii err. | 
JP 1157 230v. | 


h | 
n 


1 
1 
| 
1 
! 
' 
1 
ast a 
2 1 
: + 
x 
1 
2. 8 & & 8 t wy & 6 interlocked 
9 Sa coils al switches | 
g S| q r 400 amp | 
293i 7500 v | 
4° 4 | 
Ev | | 
a | 
ON 
‘# 1 
a" Current = | 
QR i trans ----¥S 3 a | 
gos : A | 
s£! Bus insulated for 500v | 
SEI B 
+= £1 ~ ‘ C 
a £ L —_ _—E— —O —— _ — ee —+-N 
" Neutral Ih “| 
switch’ | 
7500 v Fuses 
2300/23 
! 





Nevtral 


> 
O——_—_— 
inl” come 

O 

a 

oO 

oO 

> 

3 
ino] 

Aeutral 


Es 





7500 v Knife switches 
AP FT 


Mechanically | 











































































































Transformers 














AAA 


730v -3-ph 





<P. 115/250 v 


< 
~~ 























CONTRACTING 


19 





Fifth article in the series on Indus- 


U B . A ] 6) N S le Substations. The final article 
L p will appear in a later issue. 


Hy mergency Service 





Wiring diagram for trans- 
former vault using two sets 
of single pole, single throw 
knife blade disconnects and 
two manually operated oil 
switches, 


throwover 
large office 


Automatic 
unit in 
building showing de- 
tails of cable connec- 
tions and mounting. 


proximately two minutes while energy is restored 
to the spring for the next operation. 

3.—This same motor operating mechanism can 
be applied to two oil switches and arranged so that 
the normal circuit will open and the emergency 
close in case of failure of the normal circuit and 
then return to normal after rewinding the spring. 

Any scheme of throwover described here would 
be used in connection with the proper potheads, 
disconnects, fuses or other devices and equipment 
required as described in previous articles on In- 
dustrial Substations. 


Electrical 
Contracting 


With Which Is Incorporated The Electragist QO 


S. B. WILLIAMS 


Editor 








On to 
Swampscott 


HE end of this month, the Electragists 
go to Swampscott, Mass., for their 
‘Twenty-ninth Annual Convention. 

Instead of a great big affair, in which the 
attendance of contractors was greatly over- 
shadowed by representatives of manutfactur- 
ers and jobbers the attendance this year will 
be limited to contractors and invited guests. 

A most interesting program has been pre- 
pared for the business sessions and nothing 
left undone in the way of entertainment— 
especially for the ladies. 

It is expected that the convention will 
hold more than the usual interest this year 
because the membership will, for the first 
time under the new constitution, vote for 
the officers. 

All in all, it is anticipated that the forth- 
coming convention will be one of the most 
interesting held in years and one well de- 
serving of a record attendance of Electra- 


gists. 





Bricks Without 
Straw 


AST month at the annual meeting of 

league managers at Association Island, 
the budgets of a large number of leagues 
were read off and it was surprising to hear 
how many were so pitifully small. 

Here we are, the big electrical industry, 
suffering from a lack of public demand and 
we give our market development forces no 
straw with which to make bricks. 

It is remarkable what the leagues have 
been able to accomplish with the small 
amount of money available. Some of us 
have deplored the slowness with which Red 
Seal wiring has moved in this country. As 
we study available finances, the wonder is 
that Red Seal has made the progress it has. 

With budgets of five thousand dollars a 


year, and less, there isn’t much that can be 
done except pay overhead. Certainly, there 
is little left for advertising and publicity. 

It would seem as though our league man- 
agers had done a good job in making every 
penny work overtime. Isn't it about time 


that they are given some real money to 
spend in market development? 





Voltage and 
Lamp Sales 


1 ips drop is a serious thing to a 
contractor if he sells lamps. If a lamp 
is burned under voltage, it gives less light 
and lasts longer. Only a few volts drop 
will double the life of a lamp. 

Contractors wanting to increase their 
lamp sales can afford to make some voltage 
tests on customers’ premises. If the drop is 
after the service switch, then additional wir- 
ing is required. 

Of course, lower voltage lamps will help, 
but the lamp manufacturers are trying to 
discourage the sale of lamps of different 
voltages. Besides, it would be no fun for 
the contractor to stock up on all of the odd 
voltages. 

Adequate copper in the beginning and 
then a periodic check-up on customers’ 
premises should be productive of both wir- 
ing and lamp sales. 





One Armored 
Cable 


HE differences between the manufac- 

turers of armored cable have been set- 
tled and instead of having two or more 
types, the industry will now concentrate on 
one. Inasmuch as the patents on this type 
are held by one manufacturer, with the oth- 
ers as licensees, there is every reason to ex- 
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pect market stabilization and the end of the 
price war. 

Market stabilization will bring a competi- 
tion of quality with the result that armored 
cable will make more friends. It will afford 
the manufacturers a greater opportunity to 
spend money improving the product and its 
production. 

The contractors and the inspectors will 
welcome uniformity of product. The manu- 
iacturers are to be congratulated on the de- 
cision to produce only one type. 





Conduit as 
Third Conductor 


HE use of the conduit for the third 

conductor in a three wire system has 
been proposed by Professor Edward Ben- 
nett of the University of Wisconsin, ac- 
cording to the July 27 issue of Electrical 
World. The advantages of the proposed 
system, it is claimed, lie in lower first costs 
in the order of: 20 per cent in conduit and 
wire, and 15 per cent in labor. 

Such a proposal is a logical step follow- 
ing the propaganda for a bare neutral and 
is but one step removed from concentric 
wiring. 

Theoretically, this system has many ad- 
vantages. If the conduit is to take the 
place of a third wire, of course there is a 
material saving, not only in the elimination 
of one wire, but the smaller size conduit 
that can be used. Also, if there is one less 
wire to prepare and pull, and if the conduit 
is smaller, less labor should be used. 


Unfortunately, theory and practice do not 
always back each other up. If such a sys- 
tem is to work, the greatest of care must 
be taken at every joint to see that it is 
tight, not only: at couplings and fittings, 
but at boxes. That is where a large amount 
of labor is used in installing conduit. 

Knowing how material is installed, it 
would almost seem as though each conduit 
joint would have to be bonded, either with 
a jumper or a special fitting. Not only will 
loose joints make poor continuity and 
ground, but it will also set up high resist- 
ance points which will undoubtedly cause 
sparking and the gradual erosion of the 
joints. If we have to use jumpers or spe- 
cial fittings, the element of lower cost be- 
gins to fade away. 

It is reported that Professor Bennett pro- 





poses to make a test of his system in one 
of the college buildings at Madison. It is, 
of course, hopeless to expect that this wir- 
ing will be done under ordinary conditions. 
Undoubtedly, there will be close inspection 
and every effort will be made to see that 
the workmanship is of the best. 

This we trust will be taken into consid- 
eration when making reports of test and 
results. 





In Union 
There is Strength 


LECTRICAL contractors are a part of 

the building construction industry and 
for that reason their interests should lie in 
protecting that industry and in fighting any 
attempt to disorganize it. 


Just as construction labor is organized, 
each in its own union, and the unions in 
the Building Trades Councils, so must each 
class of contractors have their own organ- 
ization and together cooperate in an em- 
ployers’ association. 

When electrical contractors pull away 
from their Building Trades Employers As- 
sociation, or make separate agreements, 
they lose that strength which comes with 
union. 

3uilding Trades Employers Associations 
are not always rightly managed. Some- 
times they are run by a clique. The rem- 
edy, however, lies not in resigning from the 
association, but in trying to clear up the 
condition from the inside. 


When a group withdraws from the as- 
sociation and it finds itself faced with a 
new wage agreement, its position is greatly 
weakened. And, how unfair it is to the 
building industry for one trade to make an 
agreement which is an entering wedge for 
a similar agreement with the other trades. 

This policy of “snowballing” wages and 
hours is an old one with organized labor. 
Sometimes we suspect that labor is at the 
back of these movements to disorganize 
building employers for soon after one group 
breaks away from its emplovers association 
a new agreement of considerable conse- 
quence is proposed. 

In union there is strength. Labor knows 
it and so should the employers. We have 
an aversion to seeing the electrical con- 
tractors singled out for a “snowballing” 
party. 


Code 


Chats 





A Monthly Discussion of Wiring 
Practice and Questions of Inter- 
pretation, Presented with a View 


Toward Encouraging a Better 
Understanding 
Electrical Code - - 


the National 


of 





Conducted by F. N. M. SQUIRES 


Assistant Chief Inspector, N. Y. Board of Fire Underwriters 





Splicing Tape 

203b (last sentence) re- 
quires that splices, unless made 
with a splicing device, “shall be 
covered with an insulation equal 
to that on the wires.” How may 
we know that this rule is being fol- 
lowed? 

First, we must make sure that 
the tape used will supply the same 
insulation as was originally on the 
wires, and then that sufficient tape 
has been placed over the splice. 

But, should not the quality of 
the tape insulation be just as good 
the wire insulation? No one 
would think of using wire which 
had not been approved, so why 
should anyone use tape which has 
not been approved? Surely the 
insulation is just as important or, 
for that matter, more so, over the 
splices as elsewhere on the wire. 

There are seven makes of tapes 
which are approved by Under- 
writers’ Laboratories. Five of 
them are for rubber tape, and two 
for a combination tape. So, 
long as there are approved tapes 
to be had, let’s all use only the 
best, and insist upon using only 
those which are approved. 

And let’s hope that before long 
friction tapes will be listed by the 
Laboratories, so that we may have 
approved friction tape as well as 
the rubber. 


Rule 


as 


as 


* * 


Heavy Lighting Load 
on Polyphase 
An installation in a rural section 
consists of a lighting load of 60 
K.W. with a power load of about 
a half dozen small motors, some of 
which are single phase 110-Volt. 
The lighting company supplying 


this territory had available a 2300- 
Volt 3-phase primary line and 
was willing to set transformers 
for this load, but insisted upon bal- 
ancing the load across all three 
phases. This load was such as to 
be all or none in use at one time. 
Part of the load would never be 
used without the full load. 

The lighting company directed 
the electrical contractor to furnish 
three auto-transformers, one across 


fi : 0.9.9 110 -220v. 
amen, 72 3 Ks) lighting on 


2s x 1-phase 
FIG 1 





220v. 
3- phase 
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Lighting on 
2-phase 





208v. 
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120v 
lighting on 
3- phase 
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FIG.3 
Three methods meeting Code require- 
ments, primary 3-phase delta, 2300 v. 





each phase, and with a mid tap in 
order that 110-Volt lamps could be 
used, as the transformers were 
wound for 220-Volt secondaries. 

The contractor, being in doubt 
about satisfying the Code as to 
grounding, appealed to the inspec- 
tion department which refused to 
sanction the use of the three auto- 
transformers it would be im- 
possible to have a grounded wire 
on each of the auto-transformers 
as required by Code rule 512. 

The inspection department of- 
fered three methods which it 
would approve: First, an auto- 
transformer, having a mid tap 
which would have to be connected 
to a corresponding mid-tap (neu- 
tral) of the transformer secondary 
and grounded, could be on one of 
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the three phases. This would put 
the whole 60 K.W. on one phase 
and the lighting company would 
not consider this plan; and also 
their transformers had no mid-tap 
on the secondaries. The use of 
4-wire 2-phase hook-up had to be 
rejected for this same reason. 

Second, auto transformers could 
be used across two of the phases 
in which case the common connec- 
tion between the two (the middle 
phase wire) would have to be 
grounded to comply with Article 
512. The lights would then be 
connected between this grounded 
phase wire and the mid taps on 
each of the two auto transformers. 
This would give the required lamp 
voltage of 110, but would throw 
the load on two phases. This plan 
the lighting company also rejected. 

Third, the 4-wire 3-phase sys- 
tem could be used and here no auto 
transformers would be necessary. 

Transformers having secondary 
voltage of 120 would be used, star 
connected with the common point 
grounded, 

The contractor was to order 
lamps for 120-Volts and motors for 
208-Volts or for 120-Volts. This 
plan was adopted, everybody was 
happy and the Code satisfied. 


* * * 


Labelling of Short Cords of 
Cable 


It is being found that some sup- 
ply houses are receiving from 
manufacturers shipments of short 
lengths of armored cable which 
bear no labels of approval. It is 
conceded that the manufacturers 
are very careful about not sending 
out full coils of cable without 
labels and that most of the supply 





September, 1929 


ELECTRICAL CONTRACTING 











The Baldwin Plant at Eddystone 


THE BALDWIN LOCOMOTIVE WORKS 


are completely equipped with 


TRICO 


This gigantic institution chooses 
Trico Renewable Fuses for electri- 
cal protection. There are several 
good reasons why large enterprises 
like this select Trico. 


The powder-packed renewal ele- 
ments in Trico Fuses make them 
dependable, and they render the 
highly efficient service so much de- 
sired by particular electrical engi- 
neers. 


RENEWABLE 
They’re ‘‘Powder - Packed’’ 


FUSES 


Other important factors that round 
out the merits of this really out- 
standing renewable fuse are 


Money-Saving TRICO Factors 


No Premature Blowings 
No Unnecessary Shutdowns 
No Oxidized Contacts 
No Charred Casings 
Copper-to-Copper Contacts 
Reduced Watt Loss 
Time Lag 


And they cost no more than other 
makes of renewable fuses 


Free Samples on Request 


TRICO FUSE MFG. CO. 
1007 McKinley Ave., Milwaukee, Wis. 


REG. U. S. PAT. OFF, 
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Gypsum Lilies, another picturesque f 
tion illuminated with STERLING 
tors No. 225. 


Onyx Banana Stalk 
formation, Great Crystal 
Cave, illuminated with 
STERLING Reflectors 
No. 196. 


Two more views of Grand Canyon Onyx Stalactite, stalagmite, 
Avenue, illuminated with STER- column formation, illuminated 
LING exterior Flood-O-Lites No. STERLING Reflectors No. 2%. 
5240. 


IT IS the unusual and more difficult jobs which test the real ¥ 
of Lighting Equipment. The illumination of Great Crystal Cave 
Sterling REFLECTORS and FLOOD-O-LITES is another tribute to! 
quality, efficiency, and “Erduring Lustre.” 


: « 


Reflector gl 


Han utacture 
1901-07 WJackson BI ,, 
Representahves | 
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flood O-Lites 


gypsum floral formation, illu- 
with STERLING Reflectors 


Vault of Floyd Col- 
lins (discoverer of 
Crystal Cave), illu- 
minated with 
STERLING  Filood- 
O-Lites No. 3000. 


Grand Canyon Avenue, Great Crys- 
Helectite formation, illuminated tal Cave, illuminated with STER- 
th STERLING Reflectors No. 256. LING Flood-O-Lites No. 3000. This 
Canyon is 200 ft. high, 700 ft. 
long, and 110 ft. wide. 


again is convincing, demonstrated evidence of the dependability, 
bility, and possibilities of Sterling Lighting Equipment for any 
ytime—anywhere. There are Sterling REFLECTORS and 

)D-O-LITES to meet the requirements of every lighting job. 


Ituminating Co. 


ngineers 
CACO U'S'A’ 


Princip MOAT Ks 
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houses will not handle unlabeled 
coils and also, of course, that in- 
spectors will not approve any cable 
which does not come from a la- 
beled coil. 


But, when we come to coils of 
cable which are not full 250 ft. or 
500 ft. lengths, or, as commonly 
called “shorts,” it seems to be an- 
other matter. The manufacturer 
seems to forget that labels are 
necessary, the supply houses “fall” 
for such advice from the manufac- 
turer and the inspector has a hard 
time to ascertain whether any par- 
ticular run was taken from a full 
labeled coil or from an unlabeled 
short. Both at the supply houses 
and on the jobs are found these 
short coils, with no markings of 
approval—and remember that the 
manufacturer’s identification marks 
are not marks of approval. 





There should be a label on all 
armored cable at approximately 
every 50 ft. and this applies to 
shorts as well as to full coils. 
Therefore, for each short up to a 
50 ft. length there should be one 
label, for each length of from 30 
to 100 ft. there should be 2 labels 
and so on. Any cables not so lab- 
eled should be rejected by the 
supply houses, contractor and in- 
spector. 


Gas and Water Pipe 


Inspectors and others are crit- 
icizing the use of commercial ma- 
terials in place of electrical ma- 
terials in electrical installations. 

A short time ago there was con- 
siderable agitation against the use 
of plumbing nipples in setting up 
a row of electric meter pans. Elec- 
trical contractors found it very 
easy to get these from the plumb- 
ing supply houses and much 
cheaper than nipples made from 
approved conduit. ; 

Now the complaints come on the 
use of gas piping in fixture work. 
Unfortunately we have no ap- 
proved conduit or tubing smaller 
than 5/16 in. and very very little 
of that, if any, as the smallest 
regular trade size is % in. So, for 
fixture work we must turn to com- 
mercial pipe. And the Code al- 
lows the use of this if all burr and 
fins are removed, and all sharp 
edges rounded. 


WORLD’S SMALLEST RED 


the owner an extra $50.00. 
ing is not for the 
to everybody. 


SEAL 
HOUSE:—A rewired three-room old house 
in Toronto, Can., holds the record as the 
smallest Red Seal house in the world. The 
layout, shown above, was sold by the Elec- rae 
tric, Service League of Toronto and cost 


Adequate wir- 
rich alone—it belongs 











LIVING ROOM d 


—— 














The trouble is, that in so many 
cases attention has not been paid 
to these sharp edges, and then 
hazardous conditions exist. 

Just recently a job was found 
where the contractor had used 4 
in. iron pipe in nipples of from 3 
to 6 in. in length, between outlet 
boxes and sockets, thus forming 
fixtures. But the pipe was first 
cut off with a hacksaw and not 
reamed or smoothed in any way, 
and the wires were therefore sub- 
ject to considerable abrasion. 

The contractor’s comeback to 
the inspector’s violation notice 
was that “He had always done it 
that way,” and “Everybody is 
doing it.” If this be so then it is 
time that contractors and inspec- 
tors co-operate in eliminating this 
condition and certainly the Code 
should make provisions to prevent 
such hazards. 

And, let’s hope that the electrical 
trade will abandon the use of “com- 


mercial” materials, where electrical 
materials may be used. 


* * * 


Fixtures and Outlet Boxes 


Canopies and outlet boxes shall, 
taken together, provide ample 
space for the reception of the wires 
and their connecting devices. So 
reads Rule 1401-h. 


Is there more to this rule than 
appears to be included in its word- 
ing? There is! Unfortunately the 
wording is not more specific. 


Literally, the rule simply means 
that the outlet box and canopy of 
a fixture shall provide sufficient 
room for splicing. But also in- 
cluded was the intent that this 
splicing space was to be of metal 
—that is, the canopy should fit over 
the outlet box to form a fireproof 
enclosure and no. flammable ma- 
terial should form part of this 
compartment. 
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ARKTITE CircultT-BREAKING 
PLUGS AND RECEPTACLES 








Arktite plugs and receptacles em- 
body an entirely new principle in 
plug and receptacle construction 
which meets the demand for circuit- 


OLD WAY NEW WAY 







SWITCH REQUIRED 


AHEAD OF RECEPTACLE NO SWITCH breaking plugs and receptacles in 
capacities heretofore considered im- 

ARKTITE ° ° ° 
PLUG AND RECEPTACLE PLUG AND RECEPTACLE practical. As the name implies, the 


arc formed by pulling the plug is so 

completely confined in a chamber 
< WELDER = | of insulating material that it is im- 
possible to form a short circuit or 
ground. The air and gases confined 
in the chamber expand rapidly and 
smother the arc. 


Arktite plugs and receptacles are 


as circuit-breaking devices at the 
listed rating in amperes and at any 
voltage up to 250 D.C. or 600 A.C. 


Arktite plugs and receptacles are 
described and listed in Bulletin 
2121. 











Arktite Plugs and Receptacles are provided with a suitable means 
for grounding the portable apparatus 





Type QEE 
Plug Receptacle Equipment Type AJA Type AJA 
Plug Inserted Plug Receptacle Equipment Plug Receptacle Equipment 
15-Ampere Size 30 and 60-Ampere Size 100 and 200-Ampere Size 


National Electrical Code Standard > 














CROUSE-HINDS COMPANY 
BS rR, BS 


Sales Offices 
NEW YORK BOSTON CHICAGO 
PHILADELPHIA DETROIT CLEVELAND ST. Lours MINNEAPOLIS 
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News and Service 
Informatton 


Material for this department is supplied by the headquar- 
ters staff of the Association of Electragists, International, 
420 Lexington Avenue, New York, N. Y. 


To Elect Officers and 
Committeemen 

As provided under the revised 
Constitution, the president and 
vice-president of the A.E.I. will be 
elected on direct ballot at the 
Swampscott Convention. Indi- 
vidual members and _ accredited 
local chapter delegates in attend- 
ance will be entitled to vote, the 
latter. casting the vote of each 
member of his chapter authorized 
by his approved credentials. Nom- 
inees for president and vice-presi- 
dent have been named from the 
list of members who have served 
on the Executive Committee. 

Executive Committeemen for 
the nine geographic divisions will 
also be elected at Swampscott by 
members and chapter delegates 
from their respective divisions, 
using the official ballot as _ pre- 
scribed for election of the 
president and vice-president. The 
term of office of Executive Com- 
mitteemen is regularly two years. 
Committeemen for the Eastern, 
Southeastern, Great Lakes, Moun- 
tain, and Western Canadian Di- 
visions will be elected at this con- 
vention for a term of one year 
only. Committeemen were elected 
under the old plan in the fall of 
1928 to serve only until the com- 
election, and the terms of 
those previously elected will also 
expire at that time. 


also 


ing 


* 


Endorses Panelboard 
Standards 
The Underwriters’ Laboratories 
Standards for Panelboards issued 
in July, 1928, and submitted for 
approval as an American Standard 
has had the endorsement of the 
Association of Electragists, In- 
ternational. Approval of the Un- 





derwriters’ Laboratories Flectrical 
Council and of the manufacturers 
through representation upon the 
Industry Conference for Panel- 
boards had previously been filed. 


* * 


More Motor Specialists 


Three hundred and twenty-eight 
Electragists scattered through 
Canada and the United States are 
classified in the A.E.I. member- 
ship records as conducting a mo- 
tor repair business. This general 
classification includes also the sale 
and servicing of motors and in- 
dustrial power installation. 

This number represents an in- 
crease of approximately 20 per 
cent over the number so classified 
a year ago. 








OLDEST LIVING ASSOCIATION 


CONTRACTOR IN CHICAGO:— 
Seventy-three years old and proud of 
it, is J. W. Steinmetz, head of Stein- 
metz Electric Co., Chicago. He began 
business there in 1885, when contract- 
ing was mostly bells, wet-batteries, 
etc., and he has gone through some 
heavy storms. Today he is fonder of 
the business than ever. As for activi- 
ty, his own men say he can actually 
beat them climbing. 


New Estimating Manual 

Printing of the “Electragists 
Estimating Manual” announced in 
the August issue is rapidly being 
completed and copies will be ready 
for distribution to Electragists 
about October 1. Since the Au- 
gust announcement the headquar- 
ters office has received many re- 
quests that copies be immediately 
forwarded, an evidence that mem- 
bers are recognizing more widely 
the value of an accurate system. 

Every Electragist member will 
receive one copy of the Manual 
as a part of his membership serv- 
ice and additional copies may be 
purchased by members at a price 
based upon the cost of production. 

This improved Manual will con- 
tain about 200 pages and will be 
of fundamental value to Electra- 
gists and their estimators. A spe- 
cial section composed exclusively 
of all the estimating tables in the 
book has been provided for con- 
venient daily reference. 

P- & 3e 


Joint Committee on Motor 
Merchandising 

The Joint Committee on Motor 
Merchandising, formed following 
organization of the Electragist 
Motor Section at the St. Louis 
Convention in 1927, will meet at 
Swampscott on Tuesday, October 


1, for the further consideration of | 


distribution problems affecting the 
motor and control equipment busi- 
ness and the motor repair field. 

The manufacturers are repre- 
sented on the joint committee by 
the following members appointed 
by the National Electrical Manu- 
facturers Association: 

O. F. Stroman, chairman, West- 
inghouse Elec. & Mfg. Co.; Clar- 
ence L. Collens, Reliance Elec. & 
Engineering Co.; L. W. Grothaus, 
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And now & panelboards carry 


a guarantee! 


& quality makes this possible 


By FRED B. ADAM, President Frank Adam Electric Company, St. Louis 


To our customers and their customers who 
are the users of @® panelboards and 
cabinets: As our Company was one 
of the very earliest manufacturers of 
panelboatds — approximately _ thirty 
years ago—and particularly panelboards 
that were a unit with the steel cabinet, 
we have had a great deal of experience 
in the manufacture, and installation 
while contractors, of switchboards and 
panelboards. 

In those days the standard practice 
was to take a piece of insulating ma- 
terial, usually slate or marble, and 
mount the bus bars, switches and fuse 
connections on the face of the panel. 
Asa rule these parts were screwed on 
from the back, and when any part of 
the material went wrong, it was nec- 
essary to take out the entire panel- 
board, regardless of the size, to make 
replacement. 

About 1920 we conceived the idea 
of a sectional panelboard made up of 
moulded insulating material that would 
have the insulating material as the dead 
face of the panelboard with the current 
carrying parts fastened into the proper 
recesses on the rear of each section, 
making each section a complete dead 
front panelboard ready for connec- 
ting to bus bars and fastening to the 
mounting back. As this design was en- 
tirely different from anything ever 
brought out before, naturally there was 
no kind of switch on the market to fit 
our particular idea of having the switch 
inserted from the rear. Our next 
problem was to design a switch; and 
naturally while we were about the de- 
signing of the switch and because of 
having had so muchtrouble with several 
makes of the flimsy types of switches, 
then onthe market, we decided that we 
would carefully develop a switch, not 
alone to fit the proper housing in the 
rear of the dead front section, but make 
it absolutely dependable, as an operating 
mechanism, to give continuous service 
to the occupants of the building prac- 
tically as long as the building was in use. 

The result was the simple design, 














but substantial and ruggedly constructed 
@ switch, with few but: substantial 
parts. After eight years of practical 
application, we can say that our @® 
switch has absolutely proven reliable. 
Right from the start it was our prac- 
tice to ask all of our customers to let us 
know of the slightest difficulty in the 
operation of our switch or our panel- 
boards, and we guaranteed to replace any 
section with a defective switch with a 
new one, when the section with the 
defective switch was sent to us at either 
any district office or the home office. 
It seems indeed surprising that with all 
of the possible accidents that the hu- 
man factor always brings into a mate- 
rial of this kind, our switch replace- 
ments have been less than one for 
every hundred thousand switches that 
we furnished in the shape of assembled 
panelboards. Such minor defects as 
were originally encountered have now 
been practically entirely eliminated by 
the installation of a 1200-volt break 
down test. Each circuit switch is sub- 
ject tothis test before shipment is made. 
To make our many customers (The 
Electrical Contractors) all over the 


United States feel that they are getting 
the highest quality in this line of ma- 
terial, and that not only are @ Panel- 
boards and Cabinets “The Sign of 
a Better Job” for them but also 
a guarantee (to their customers, the 
owners and tenants of the buildings) 
thatthe manufacturers are behind their 
product we now guarantee the successful 
operation of the @ switch in each and 
every panelboard section. * If at any time 
within ten years a panelboard section with 
a defective switch is turned inat the Frank 
Adam Electric Company’ s district office or 
sent to the home office, a new section for 
replacement will be immediately shipped. 

Making a guarantee for only five, 
ten or even fifteen years on the @® 
switch is not giving it a fair chance, be- 
cause we are satisfied that in twenty- 
five years the @ switches in the @ 
panelboard sections will still be giving 
the owners and tenants satisfactory 
service, because not only was this 
panelboard section and switch designed 
for just that kind of service, but in the 
last eight years it has proven that our 
theory, designing and construction have 
been a success as we planned. 

Again I say to our customers and to 
their customers that the €@ panelboard 
and cabinet is not only the sign of a 
better electrical installation, but also 
a guarantee to the owner and his ten- 
ants occupying the building that they 
will get satisfactory service from the 
installation of @ panelboard and cabi- 
net and switchboards.’ 


Yul B, Aba — 


President, Frank Adam Electric C >. 
St. Louis, Missouri 


Arank Adam 


ELECTRIC COMPANY 
ST. LOUIS 
DISTRICT OFFICES 


Atlanta, Ga. Dallas, Texas 
Baltimore, Md. Denver, Colo. 
Boston, Mass. Detroit, Mich. 


Buffalo,N. Y. 
Chicago, Ill. 
Cincinnati, Ohio 


Jacksonville, Fla. 
Kansas City, Mo. 
Los Angeles, Calif. 





continent — 











Memphis, Tenn. 
Minneapolis, Minn. 
New Orleans, La. 
New York, N.Y. 
Omaha, Nebr. 
Philadelphia, Pa. 


Pittsburgh, Pa. 

San Francisco, Calif. 
Seattle, Wash. 
Tulsa, Okla. 
Vancouver, B.C. 
Winnipeg, Man. 
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a 


C-H Catalog 7921 Outlet Box type Re- 
ceptacles are ideal for garage and similar 
installations. The duplex type particu- 
larly furnishes double convenience for 
trouble light, battery charger, etc. In- 
cluded are the same one-piece, double 
grip, smooth-plugging contacts and other 
featur ‘ound in the famous C-H 7920 
standard receptacle. Single type has 3', 
or 4 inch steel box cover plate. Duplex 
has 4 inch plate. Approved by the Un- 


derwriters. 


v 


a 


C-H 3wire Flush Receptacles are in 
keeping with the latest trend in wiring. 
he base is made of unbreakable, heat- 
proof Thermoplax—the clips of heavy 
phosphor bronze assuring positive con- 
tact and long life. The staked binding 
screws never loosen—and are large in 
size for strength and wiring conveni- 
ence. C-H 3-wire Flush Receptacles 
meet Underwriters’ requirements. 


v 


*SELL* COMPLETE? CONVENIENCE? 
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jurn your experien ce 


mto Sales Capital? 


Your Knowledge of Wiring Can 
Bring in New Business... Increase 
Your Sale of Wiring Devices... 


ANY long years of practical 
experience have given you 
valuable sales capital which can 
bring you new business, build 
your reputation as a wiring ex- 
pert. Turning this experience in- 
to sales capitalis merely a matter 
of offering to help the builders 
in your community with their 
wiring problems. 
More than ever before the 
builder needs expert wiring ad- 
vice ... whether he is an archi- 





C-H Toggle Flush Switcheshan- 
dle mps including gas- 
filled bulbs. Built shallow, } ool 
are convenient to installin any 
standard box. Made in single- 
pole, double-pole, 3-way and 
4way types. Approved by Un- 


derwriters. 


venience outlets is always more 
easily rented. 

Your advice is a service to the 
builder which he will remember, 
for he will appreciate relief from 
the details of securing complete 
wiring. Providing plenty of wir- 
ing outlets will keep his building 
modern for many years to come 
and you will earn the maximum 
profit on each job. Too, you are 
building good will for future 


tect, realtor or the owner. He needs your help 
in checking over wiring plans before the build- 
ing is started ...to save expensive alterations 
after it is completed. 


Everywhere the increased use of electrical ap- 
pliances has made complete wiring a necessity. 
Three-way switches on all stairways and in 
rooms with two or more doorways make a 
home more readily salable at a good price. A 
well wired store building with plenty of con- 


contracts, both from the builder 
and from his friends. 

Specify the best quality wiring devices on every 
job to protect your customer good will. It takes 
no more time to use good quality devices and the 
job will last for many years, building reputation 
and bringing new business to you. 

Specify the high quality line of C-H Wiring 
Devices ... for ease and convenience in wiring 
and because the C-H Line is complete. Only 
one order from your wholesaler is necessary. 


CUTLER-HAMMER, Inc. 


Pioneer Manufacturers of Electrical Apparatus 


1258 St. Paul Avenue 


MODERN WIRING 








C-H Duplex Receptacles are small 
and shallow—designed for easy han- 
dling and quick wiring. Parallel slots 
are polarized. Contacts are heavy one 
piece phosphor bronze doubled to in- 
sure firm contact at all times regardless 
of length of service and to prevent stub- 
bing. Approved by the Underwriters. 


+ 


v 





MILWAUKEE, WISCONSIN 


CUTLER HAMMER 


NECESSITIES 





a 


C-H Toggle Type Surface Switch has 
a beautiful Thermoplax cold-moulded 
base, cap of polished nickel, and a 
black composition operatinglever 
which indicates whether current is on 
or off. Made in single pole, double 
pole, 3-way and 4way types. Ap- 
proved by the Underwriters. 
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Allis-Chalmers Mfg. Co.; R. J. 
Russell, Century ‘Electric Co.; 
Fred M. Kimball, General Electric 
Co. 

The Motor Specialists have rep- 
resentation through a special com- 
mittee of the A.E.I. Motor Section 
consisting of: 


Louis Kalischer, acting chair- 
man, Brooklyn; F. O. Sievers, 
Coney & Kuchel Elec. Works, 
San Francisco; W. J. Wheller, 


The Maintenance Co., New York 
City; J. R. Stolzenbach, Roland 
Electrical Co., Baltimore; Harry 
Donaldson, McArthur Electric Co., 
Chicago; Henry Trester, Trester 
Service Elec. Co., Milwaukee; 
Fred E. Briner, Briner Electric 
Co., St. Louis. 
cd * * 


More Motor Sections 
Needed 


Between forty and fifty motor 
specialists attended the Chicago 
Convention last year, expressing 
their satisfaction with the steps 
already taken to improve the or- 
ganization of this branch of the 
business and offering their sup- 
port individually of the policies 
approved by the Motor Section as 
being in the public interest and 
economically sound. 

Every motor specialist who can 
possibly do so should attend the 
Swampscott Convention. The In- 


ternational Motor Section has al- 
ready had industry recognition 
and endorsement as a constructive 
organization. A large number of 
representative motor sections is 
the next step to be accomplished 
in order tO make its work most 
useful and effective. 


New Electragist Chapters 


To the already large number of 
Electragist Chapters reported in 
previous issues, charters have been 
granted the following new Chap- 
ters during the month closing Au- 
gust 15: 

Volusia County 
Beach), Florida; 

Waco, Texas; 

Greenwich, Conn. ; 

Stamford, Conn. ; 


(Daytona 


California Electragists, North- 
ern Chapter ; 
California Electragists, South- 


ern Chapter; 
Flint, Michigan; 
Lake-Porter Counties, 
Kansas City, Mo. 
* * * 


New York Motor Specialists 


The affiliation last month of the 
Metropolitan Electrical Trades As- 
sociation, Inc., of New York City, 
as the New York Motor Special- 
ists Chapter of the A.E.I. adds the 
support of another strong local 


Indiana; 


group of motor specialists in the 
work of the International Motor 
Section. 
* aes a 
Standard Filing System 


During August there was sent 
to every Electragist a copy of 
“Standard Construction Classifica- 
tion for Filing” published by the 
American Institute of Architects, 
endorsed by the National Electri- 
cal Manufacturers Association and 
adopted in 1928 by the Associa- 
tion of Electragists, International. 
Accompanying this pamphlet, des- 
ignated A.I.A. Document No. 172, 
is an alphabetical cross-index ac- 
cording to subjects, affording most 
convenient use of the system. 


This Standard Classification can 
be very useful to Electragists for 
easy filing and reference to all 
catalogues, manufacturers an- 
nouncements of new materials and 
devices, and any other special data 
for which their customers depend 
upon them for up-to-the-minute 
information. To be really good, 
a filing system must be complete, 
accurate, time-saving and _ con- 
venient. In adopting this guide 
and recommending its use by all 
Electragists, the A.E.I. hag satis- 
fied itself particularly that these 
four important requirements have 
been met satisfactorily in the 
Electrical Section—Number 31. 








NEW ELECTRAGISTS 


The following contractor-dealers have made ap- 
plication and been accepted into the A.E.I. since 
the publication of the list in the August issue: 





? 





CALIFORNIA 
Fullerton: 
W. C. Selfridge 
Long Beach: 
A-Bright Electric Co. 
Coast Electrical Co. 
H. L. Douglas Electric Co. 
Godard Electric 
Gardner Electric Co 
B. Hartman 
Mott Electric Co. 
O. W. Newcomb 

Co. 

Wylde Electric Co. 
Los Angeles: 
H. H. Obermiller 


San Diego: 


Electric 


Greenwich: 

A. E. Wilson 

New Canaan: 

Chester F. Wood 

Sound Beach: 

Sound Beach Elec. Co. 

Stamford: 

Clear & Deyber 

The Fairbanks Electric Co., 
Inc. 


G. E. Risley, Inc. 


FLORIDA 
Jacksonville: 
W. A. Stall Electric Co. 


J. R. Huddleston Electric 
Co. 


E. R. Damarus West Palm Beach: 
CoNNECTICUT Seminole Electric Co. 

Cos Cob: INDIANA 

The Hub Electric Co Indianapolis: 

Darien: Alexander’s Hdwe. & Elec- 


Cable & Richdale, Inc. 


trical Shop 


MICHIGAN 
Detroit: 
Brose Electric Shop 
John H. Heberling 
A. Van Vliet 
A. Warring Electrical Co. 


New York 
Brooklyn: 
Thompson-Bonney Co. 
Port Chester: 

Harry T. Field 


OHIO 

Akron: 
Kinnan Bros. Electric Co. 
Cater Electric Co. 
National Electric Co. 
Romito Bros. Electric Co. 
S. F. Mize 
The Seryice Electric Co. 
The Bowery Electric Co. 
— Motor & Generator 

O. 


E. J. Hoffman 

R. T. Brett 

Snyder Electric Co. 
Universal Electric Co. 
D. C. Bendell Elec. Co. 
Ohio Elec. Const. Co. 
Forest Stein 

Jahant Electric Co. 
Hershey Electric 

Jett Bros. Electric 
Loomis Electric Co. 


The G. L. Cook & Son Co. 


Charles R. Dawson 
Patterson Hdwe. & Elec. 
The Ross Bros. Elec. Co. 


Barberton: 
H. L. Phepp 
Edward Hoffstetter 


Cuyahoga Falls: 
A. B. Season 
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50% Easier Pulling 
Circuit Testing in one-third the time 


United States @ Rubber Company 


We'll gladly serve you through your jobber ee 1790 BROADWAY. ; NEW YORK 





United States Rubber Company, Room No. 481, 1790 Broadway, New York, N. Y. 


O Please send me free samples of the 8 colored wires comprising the “‘U. S.”’ Rainbow Line. 
©) Please send me proof of the above statements. 


Name__ sini _Address. — — 





Company_ re ee a ee a ee ee ee: —- : nse een sipeetstias _— — 








THE RAINBOW LINE OF “U.S.” PARACORE WIRES AND CABLES 
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ARMORED BUSHED CABLE = 





This new Triangle 
Armored Bushed 
Cable is the latest ad- 
dition to the Triangle 
Family. Triangle brings to 
the manufacture of A. B. C. ca- 
ble a reputation and experience 
gained by many years of successfully 
manufacturing wiring materials of the 
highest quality. Triangle A. B. C. cable is 
made in sizes from 14/2 up to and including 
2/3 conductor. Complete stocks carried in 
all principal cities will insure prompt delivery. 
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In the 


Banks the Only Gainers 
Editor, 

ELECTRICAL CONTRACTING: 

I have read with interest your 
article entitled “Get Behind De- 
troit Credit Plan’ in a recent is- 
sue of ELrectrIicAL CONTRACTING. 

There is no question but what 
the building trades are drifting in- 
to a very unsatisfactory status. 
The speculators and builders are 
taking extended credit, 30-60-90 
days and some much longer. The 
contractor-dealers are faced with 
competition which compels them to 
accept the extended credit demand- 
ed or lose the builder as a custom- 
er. Then the contractor-dealer 
passes the extended credit bug to 
the jobber and the jobber to the 
manufacturer unless either of them 
(the contractor-dealer or the job- 
ber) resort to bank borrowing or 
uses his surplus. As I see it the 
only business bettered by the ex- 
tended credit as now demanded in 
the building trades is the bank. 
They are now loaning to the con- 
tractor-dealer, the jobber or the 
manufacturer instead of the build- 
ers or speculators and with less 
risk. 

Century Electric Company, 
W. A. Miller, Treasurer. 
Clifton, N. J. 


* + * 


To Mend Gash in Conduit 

Editor, 

ELECTRICAL CONTRACTING. 
Occasionally a run of conduit 

gets a gash in it and we have to 

mend it. What is the best way of 

doing this? 


Memphis, Tenn. Subscriber. 


We show opposite four ways that are 


Editor’s Mail 






commonly used to patch a broken or 
cut piece of conduit. We would hesi- 
tate to recommend the method in Fig. 
4 for many obvious reasons, the pri- 
mary one of which, of course, is the 
almost total lack of ground continuity. 
In mending conduit, two things are to 
be kept in mind: A good ground and 
rigidity of connections.—The Editor. 
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THREADLESS 
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NAIL DRIVEN 
IN TO MAKE 
TIGHT 


PIECE OF PIPE, 
NEXT SIZE LARGER 
SLIPPED OVER 


| saved when installing, as 


_| occupy. 


RALCO 


Rugged Receptacles 
| and Plugs 


Are made for all classes 
of heavy duty service 





The Receptacles il- 
lustrated are of the 
multiple gang type 
with self closing 
covers. 


Made in 2 or 3 
Pole—250 Volt 
AC. 30 amp. 





Where more than one heavy 
duty outlet is desired at one 
location, these gang type 
Receptacles will found 
very economical in time 


well as space which they 
Width, slightly less 
than three inches. They are 
regularly furnished with 
hubs top and bottom and 
tapped for 4” Conduit. 


Receptacles illustrated are 
Weatherproof, can be had 








without self closing covers 
or watertight, if so ordered. 





Plugs for these Recepta- 
cles are polarized. e 
housings are drawn from 
heavy gauge steel, Cad- 
mium Plated to prevent 
corosion. 


A terminal is provided 
for the extra grounding 
conductor in the portable 
cord. Plugs have an in- 
tegral cord relief: 

Easy to wire, simple in 
construction and light in 
weight. 


Fully described in Bulle- 
tin No. 105. 








| 


No. 254 


Built right — Priced right 


_ Ralco 
| Manufacturing Company 


Designers and Manufacturers 


125 North Albany Ave. 
Chicago, Ill. 
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Contracting News 


Information of Interest to Electrical Contractors consisting 
of items of news, short articles, practical ideas, etc. Our 
readers are invited to contribute to this department. 


1929 Code Approved 

as Standard 

The 1929 National 
Code was approved as an Ameri- 


Electrical 





Standards Association on July 19. 
The new edition, now in course 
of publication, will be distributed 


by the N.F.P.A. as soon as avail- hundred and ninety-nine persons 


Market Development at 
Camp Co-operation 
With a total enrollment of one 








can Standard by the American able in the fall. including representatives of electri- 
—.==—= ——=_—= = Bee 
PROGRAM 
Electragists’ 29th Annual Convention, Swampscott, Mass., September 30-October 3, 1929 
Monday Tuesday Wednesday Thursday 
Morning Morning Morning Morning 
Registration CONTRACTOR - DEAL- CONTRACTOR - DEAL- CONTRACTOR - DEAL- 
Approval of Credentials ER SESSION ER SESSION _ER SESSION ‘ 
and issuing of Voting Welcome to Convention “Stabilizing the Electrical National Motor Section 
Certificates by Creden- Delegates Contracting Business” Report and  Recom- 


tials Committee 

Golf Tournament 
TEDESCO Country 

Club 

27-hole course 

Tennis 

Motor Coach Trips to 
Historical Places 


Evening 
Evening Band Concert and 
Illumination on _ the 
Lawn and Beach 
Dancing in the Ball Room 





Leavitt L. Epcar, Gen- 
eral Chairman, Elec- 
tragists’ Convention 
Committee 

President’s Address 

CirypE L. CHAMBLIN, 

San Francisco 
“Charting the Course for 

Trade Associations” 

Dr. HucH P. BAKER, 
Manager, Trade Asso- 
ciation Department, 
Chamber of Com- 
merce of the United 
States, Washington 

Report on Joint Confer- 
ence with National Elec- 
trical Wholesalers Assn. 
on Credit Control Plan 

“The Industrial Field for 

Motors” 

R. A. Batzart, Market- 
ing Counsellor, Mc- 
Graw-Hill Publishing 
Co., New York 


Afternoon 

Old-fashioned New Eng- 
land Shore Dinner 

Convention photograph 

United States Coast Guard 
D:itl and Life Saving 
Extnbition on the Beach 

UNIUN SHOP SEC- 
TION meeting 

OPEN SHOP SECTION 
meeting 

Joint Committee on Motor 
Merchandising 


Evening 
Visit to General Electric 
Works at Lynn 
Exhibitions of baseball 
and soccer under elec- 
trical illumination 
Dancing 





Joun W. Hoo.ey, Pres- 
ident, Electrical Con- 
tractors Association of 
New York 

“Engineering Considera- 
tions in Electrical Con- 
tracting” 

ALLAN  COGGESHALL, 
President, Hatzell & 
Buehler, Inc. New 
York 

“Standard Clauses for 

Proposals” 

L. E. Mayer, Chairman, 
Architects and Engi- 
neers Comm. 

“Principles of Fair Prac- 
tice” 

Allied Construction In- 
dustries Comm. 

“The Electrical Approval 

Bureau” 

W. C. Burton, Presi- 
dent, Electrical Ap- 
proval Bureau, Inc., 
St. Louis 


Afternoon 


Steamer Sail around Bos- 
ton Harbor, stopping at 
great Edgar Power Sta- 
tion for inspection of 
plant 


Evening 
CONVENTION SES- 
SION (Members only) 
Election of Officers 
President and Vice- 
President 
Divisional Caucusing and 
election of Divisional 
Executive Committee- 
men 
Dancing 





mendations 
Draft State Licensing Act 
“How to use Commercial 

Arbitration” 

JosepH Mayper, Trade 
Relations Counsel, 
American Arbitration 
Association, N. Y. 

“Indirect . Lighting” 

Wm. Epwin’ CLARK, 
President, Clark & 
Mills Electric Co., 
Boston (illustrated) 


Afternoon 
GENERAL INDUSTRY 

SESSION 

Introduction by Presi- 
dent Chamblin 

Address: 

CuHartes L. _ EDpcar, 
President, Edison II- 
luminating Co., Boston 

“Through - the - Dealer 

Merchandising” 

H. H. CourtricuHt, 
President, Valley 
Electrical Supply Co., 
Fresno 

“Light’s Golden Jubilee” 

Harry C. WHITE 

Presentation of 1929 Mc- 
Graw Award of Con- 
tractor-Dealer Medal 

Presentation of Presi- 
dent’s Emblem 

Introduction of New Off- 
cers 

Adjournment 


Evening 
Old - fashioned Barn 
Dance, in Costumes 
Gatineau Troubadours 
and other unique fea- 
tures 
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MEDICAL and DENTAL 


ARTS BUILDING 
Chicago 


ENAMELKOTE 


installed in this building provides raceways 
that measure up to the exacting require- 
ments of a perfect wiring system. 


GALVAKOTE and ENAMELKOTE 


are now being used throughout the nation 
in construction of buildings, large and 
small, of every class and for every pur- 
pose. Skilled workmen converting high 
grade materials into finished product have 
won for Galvakote and Enamelkote their 
super-quality reputation. 


ENAMELKOTE 


presents to the user of rigid conduit pipe, a 
new and labor-saving 


Sealtight Thread Protector 
(patents pending) 


a two-piece, two-metal device, machine-applied 
to thread before pipe is enameled and applied 
in a manner practically to provide an air- and 
water-tight cover for the thread. Protector 
stays on until purposely removed and is easily 
and quickly taken off without the use of special 
tool. However long stocked under most dam- 
aging conditions in storehouse or on the job, 
removal of Sealtight Thread Protector reveals 
sharp, clean threads. 


No enamel—no dirt—no lime—no cement— 
no sand—no rust—no chasing. 


Enamelkote with Sealtight Thread Protector 
is better, but costs no more, than ordinary con- 
duit pipe. 


Write us for details concerning this important 
improvement. 


Distributed by leading wholesalers every- 
where. 
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Architects 


D. H. BURNHAM & CO. 
Chicago 

General Contractors 
THOMPSON-STARRETT CO. 
Chicago 

Electrical Contractors 


HATFIELD ELECTRIC CO. 
Chicago 


CLAYTON MARK & COMPANY 


CHICAGO 


Manufacturers of 


GALVAKOTE and ENAMELKOTE 
SUPER-QUALITY RIGID CONDUIT PIPE 
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Type F170 








FLOOD 
LIGHTING 
IS NEW 





Growing in popularity 
every day—cities first— 
now the small towns. . 
Night turned into day 
. . New buildings every- 
where highly _ illumi- 
nated and made more 


beautiful . . and the ad- 


vertising value has been 


and Profitable 
for Every 
Electrical 

Contractor 





proved to owners. 











Get the Banks 


Floodlighting keeps marauders away 
. » « Banks, Public Buildings Stor- 
ing Art Treasures are beautified and 
protected. Amusement Parks, Bar- 
becues, Filling Stations, Bill Boards, 





Danger Points, Bridges, Railroad 
Yards and Crossings, Private Ga- 
rages and Driveways . . . Yes sir, 
floodlighting is new, but it is estab- 
lished and going over in a big way. 


We Help You 


Our illuminating engineers have worked out the installation prob- 
lems for you . . . National Floodlight Projectors meet every floodlight- 
ing requirement . . . Fewer projectors are needed and this and many 
other superior points lands the business for you. Write today for cat- 
alog of the complete line and sales tips. 





NATIONAL APPLIANCE 


ofe] iy... bf 


JACKSON , MICHIGAN 








DIVISION OF REYNOLDS SPRING CO. 


| contractor-dealers, 








cal _ leagues, 
manufacturers, 


power companies, 

wholesalers and 
Camp Co-op- 
eration IX held at Association 
Island, closed on August 6 after 
five days of conference on local 
co-operative market development 
problems. 

The papers presented at this 
conference were all of a market 
development nature. 

Outside speakers included: Ar- 
thur Huntington, Iowa Railway 
& Light Corporation, who spoke 
on the subject “Our Industry— 
Its Stability and What It Offers 
Us”; J. H. Kuhlemeyer, “Does the 
Contractor Make Money on Red 
Seal Wiring?”; A. Penn Denton 
of the National Electrical Manu- 
facturers Association, “The Place 
of the National Electrical Code in 
Our Business _ Development 
Work”; A. E. Allen, vice-presi- 
dent and general manager, West- 
inghouse Lamp Company, on 


| “Franklin Red Seal—A National 
| Plan to Increase Lighting Busi- 


ness”; H. Freeman Barnes, Edi- 
son Lamp Works, on “Light’s 
Golden Jubilee”; Charles L. Ben- 


| jamin, managing director, Artistic 


Lighting Equipment Association, 
on “How to Sell New Lighting 
Equipment to Old Homes”; and 
Leroy E. Kern, technical secre- 
tary, The American Institute of 








SPECIALIZES IN LARGE WORK: 


—The Standard Electric Co., Ham- 
mond, Ind., does lots of industrial, 
school, mercantile and building wiring. 
A. L. Evans, president, is on the left. 
Next is Mrs. Evans, who has an un- 
usually wide acquaintance among the 
electrical folks both near and far. In 
1928 she had charge of arrangements 
for the women’s entertainment at the 
Electragists’ Convention at Chicago. 
On the right is W. D. Stoddart, secre- 
tary-treasurer, who handles the esti- 
mating and engineering. 
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One-piece caps — no 
loose washers. 


HE new ferrule type Union 

Renewable Fuse has only 
three parts—two caps and a 
casing—besides the renewable 
link. Caps are one-piece in- 
suring positive contact. No 
loose washers to handle— 
making renewal quick and 
easy. Simply pull out burnt 
link, put in a new one and 
replace end caps. 

Vents are through the end 
caps—not the threads. This 
improved method of positive 
venting relieves pressure 
generated when the fuse 
blows, assuring maximum 
life for the fuse and easy re- 
newal. Casing is made of best 
grey horn fibre, with threaded 


Jefferson Electric Company 


ELECTRICAL. CONTRACTING 








FERRULE TYPE RENEWABLE 


Vents through end 
caps instead of 
threads provide 
positive venting and 
lengthen hoo tie. 


brass ferrules. Both ends are 

open for inspection and clean- 

ing. Substantial size and cor- 

rect proportioning ofall metal 
arts insure against undue 
eating. 


The link is supplied bent at 
one end. When inserted and 
bent over at the other end it 
fits—automatic adjustment 
for length. 


Thus, with this new ferrule 
type fuse, and our present 
knife-blade type, you now 
have Union Fuses of superior 
construction, greater sim- 
plicity and longer life for ev- 
ery requirement. Detailed in- 
formation on request. 


1503 West 15th St., Chicago, Ill. 
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Heavy Duty 
Lighting Panelboards and 
Steel Cabinets 





Safety Front Type Heavy Duty 
Benjamin- Starrett Panelboard 


The wide variety of circuit arrange- 
ments makes it easy to select just 
the right panel to meet any resi- 
dence, commercial, institutional or 
industrial wiring requirement. 


Many exclusive Benjamin: Starrett 
features cut installation time to the 
minimum, assuring the contractor 
a sure profit on his panelboard jobs. 


The unit sectional construction and 
individualizing of parts provide the 
greatest accessibility and flexibility, 
assuring the highest type of contin- 
uous service at a minimum of main- 
tenance expense. 





F R E E — This 80-page catalog of 


complete listings and illustrations. 
Send for it today. 


Special Features 


Easy to Install 
4-inch wiring space on 
all four sides; adjustable 
trim clamps; extra large 
panel mounting holes; 
slip-off barrier easily re- 
moved; one-piece panel 
back. 


Quick Delivery 

Boxes carried in stock at 
local distributors and dis- 
trict warehouses. Unit 
section construction in- 
sures quick assembly of 
panelboard. 


All Parts Removable 
from Front 


Should replacement of 


parts ever become neces- 
sary, the switches and 
fuse receptacles are indi- 
vidual units which may 
be removed without dis- 
turbing the trim. Re- 
placements or changes in 
branch circuits made 
without removing panel 
from box. 


Heavy Duty Switches 


Branch circuit tumbler 
switches on both two- 
fuse and one-fuse panels 
are heavy duty type—30 
ampere, 250 volts. 


Three Styles of Cabi- | 


nets 


Safety Front, Protective 
Front and Open Front 
to suit any specific re- 
quirement, 


Benjamin Electric Mfg. Co. 


General Offices and Factory 
DES PLAINES, ILL. (Chicago Suburb) 


New York 


Chicago 


San Francisco 


























SPECIALIZES IN WIRING CHAIN 


STORES:—Ernest C. MHeadrick of 
Denver has developed a standard lay- 
out and specification which is used by 
most of the chain store groups for 
whom he has installed wiring. “Suc- 
cessful management of chain store wir- 
ing contracts,” he says, “is profitable 
if contractors develop a system of 
handling and a standardization on ma- 
terials which will enable the contractor 
to cut waste to a minimum. Speed is 
essential, and workmanship is a prime 
necessity, but the contractor must 
study his business and develop the 
short cuts which will eliminate unnec- 
essary labor and scrap materials.” Mr. 
Headrick is a member of the A.E.I. 
Executive Committee. 





Architects on “Building and Main- 
taining Satisfactory Relations with 
Architects.” 

Addresses by league managers 
and those closely identified with 
local co-operative market develop- 
ment work included a report on 
“The Growing Influence of the 
Red Seal Wiring Plan” by R. G. 
McPhail; “Selling Problems in 
Red Seal Promotion” by J. S. 
Bartlett of Milwaukee; “The Ap- 
plication and Operation of the 
Franklin Plan” by George E. 
Jaquet of the Society for Electri- 
cal Development; “Opportunities 
in the Small Town League” by 
J. H. Van Aernam of Albany; 
“Developing the Industrial Mar- 


| ket” by S. S. Vineberg of Buffalo: 


“Specialized Appliance Campaigns 
—as Business and Good-Will 
Builders” by H. W. Ewald, of 
Pittsburgh; “Has the League a 
Cash Value?” by G. W. Austen 
of Toronto, and “Ways and Means 
of Holding Radio Interests in the 
(Continued on page 95) 
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The SAV OY-PLAZA, New York City 
Wired with A-A Red 
Architects, McKim, Mead & White 
Electrical Contractor, 
Walter H. Taverner Corp. 
Electrical Engineers, Tenney & Ohmes 











When the Engineer 
Specifies Wire 


On all important jobs, engineers who specify 
wire are extremely exacting. It is customary to 
select only those wires which have proved their 
dependability in service. 

Such proof is the outstanding reason for the 
wide popularity of A-A Wire — Code, Red (Inter- 
mediate) or Thirty Percent. 


A-A WIRE COMPANY 


BRANCH OF GENERAL CABLE 
Offices 
BOSTON CHICAGO NEW YORK DETROIT 


SAN FRANCISCO CINCINNATI PHILADELPHIA ST. LOUIS 
WASHINGTON, D.C. ATLANTA BIRMINGHAM CHARLOTTE 





CORPORATION 
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the Man 
up the Ladder 
has an easy 
time of it 
with 











HERE are three reasons why the IMPROVED Stand- 

ard “Red Spot” Hangers are easy to install. One reason 

is that the canopy slides all the way down the chain so 

the wireman works entirely “in the open.” The second reason 

is that a means is provided for secure and workmanlike hang- 

ing under any conditions. The third reason is that exact ad- 
justment is instantly made by a mere turn of a wrench. 


So the man up the ladder has an easy time of it. 


Experienced installers who have hung hundreds of our units 
tell us that these new “Red Spots” save an average of fifteen 
minutes of the workman’s time installing. We think that is a 
little strong; maybe ten minutes would be nearer right. But 
even ten minutes, at two and one-half cents a minute, is some- 
thing to think about. 


Of course the only way to find out whether these new im- 
proved “Red Spots” come up to our brag is to ask your jobber 
or us for a sample. You might do that now—while you think 
of it. Write. 


Write for Data 
Sheet 1300 


THE F.W. WAKEFIELD BRASS COMPANY, Vermilion, Ohio, U.S.A. 
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Suggested 


RESALE PRICES 
for Wiring Supplies 


The prices listed on the following pages are merely 
suggested resale prices for the commonly used standard 
supplies and equipment employed in electrical construc- 
tion work. They are based on average current trade 
costs throughout the country, very largely obtained 
from jobbers’ price sheets, and are also based on aver- 
age overhead charges. 


Obviously, prices can be suggested only for the 
widely used products that are nationally distributed, 
and under no circumstances is this section intended to 
function as a directory of products or manufacturers. 


* #* 


The publishers wish to again emphasize that these 
are merely suggested resale prices and while every ef- 
fort is made to make them universally applicable and 
accurate we cannot guarantee them or assume any 
responsibility for errors. 


* #* 


The prices appearing in this section will be complete- 
ly revised each month as trade prices may change. 


Copyrighted, 1929 
by the 


Electrical Trade Publishing Co. 


"NS PS, 























To Suggested Resale 


A 


Page 
ACORNS—for Cords and Chains ..... PL-4& 19 
ADAPTORS and Reducers for Sockets. PL-4 & 19 
ADAPTI Fittings and Boxes.......... PL-14 
ADJUSTERS—for Cords ..........+- PL-4 
ANCHORS or Expansion Shields...... PL-16 
ANNUNCIATORS—Bell............- PL-4 
ANNUNCIATOR Wire............+-- PL-28 
APPLETON Eatrance Fittings. ....... PL-13 
ARMORED CABLE—BX and Similar. PL-9 
o oe Fittings. ....... PL-14 
ASBESTOS Millboard..............- PL-4 
-” Cord for Appliances. ..... PL-8 
na ete WO. oc cccccccecs PL-29 
ATTACHMENT Plugs and Caps...... PL-16 


ATTACHMENTS—for Pull Sockets... PL-4 


B 


BABY KNIFE SWITCHES.......... PL-21 
BAR Hangers for Boxes.............. PL-5 
BASES—for Sockets ........6-+++++,-PL-19 
BAYONET Sockets. ............+-0+. PL-19 
BEAM Clamps and Plates...........-PL-15 
BELLS AND BUZZERS............. PL-6 
BELL Anaunciators..............-4+- PL-4 
TF GE ce wécecececcosccesseseed PL-8 
* Push Buttons and Treads....... PL-6 
TO I cc vccccsccosncess PL-28 
>. TE, cc asanecancesssustandaed PL-29 


BENDS and Elbows for Rigid Conduit.PL-9 & 11 


BEND HICKS and Elbow Fittings. . ..PL-13 
BLOCKS—Wood for Fixtures......... PL-8 
” Enclosed Fuse............ PL-9 
BOLTS—Carriage, Stove and Toggle.. .PL-8 
“ Expansion and Anchor...... PL-10 
BOX—Connectors or Bx Fittings. ..... PL-14 
SOEES—Adapti BOON. co cvccsecccocs PL-13 
Cable and Loom............ PL-4-5 & 6 
” ere rT PL-5 
= ce wnngpkaenoanied PL-4-5 & 6 
” Cutout or Service........... PL-6 
- Pecos obsedncoesassate --PL-6 
« Handy or Utility ........... PL-5 &8 
. BRR ccccccesoes oscceeseecemee 
” Cses sasbeceesececdtonss PL-5 
” Bs 6 ccbsecceseseseeeas PL-4 
* Eatrance Switches—See Switches 
BRACKETS—for Insulators .........PL-7&8 
BREWERY CORD.................- PL-8 
BUSHINGS for Rigid Conduit. ....... PL-5 & 9 
- Porcelain. .......+.+++0ePL-5 
Gop Gastete. co cccccecees PL-5 & 19 
BUTTONS—Push for Bell Work...... PL-6 &7 
oe Ceiling P. & S. Porcelain. .PL-8 
BUZZERS AND BELLS............. PL-6 
BX—BXL Armored Cables........... PL-9 


C 


CABLES—Armored and Lead Covered. PL-9 


Pidembeseoveonewsent PL-8 
« Non-Metallic Romerx, Etc.. .PL-9 
aad Packing House............ PL-8 
Park—Steel Taped......... PL-28 
- Rubber and Lead Covered. .PL-28 & 29 
a BUR 6c cccccensceceecées PL-8 
CANDLE Sockets... ......--eeeeeees PL-19 
CANDELABRA Sockets... ..... oeeee-PL-19 
CANOPY Switches. .............005- PL-20 & 21 
CANVASITE Cord. ...........00005- PL-8 





Index 


C—Continued 
Page 
CAPS—for Attachment Piugs ........ PL-16 
= Entrance Fittings. ........... PL-13 
CARRIAGE Bolts............. besoad PL-8 
CRILING Switches. .........cccseee: PL-21 
= re errr PL-8 
CHASE NIPPLES and Couplings. .... PL-16 
CHAIN for Pull Sockets, ............. PL-19 
CIRCUIT Boxes and Residence Panels. PL-17 
CLAMPS—Beam........cccceececess PL-15 
~ Grounding. .... Socectecds PL-9 
7 Hangers. ....ceseseeeeeee.- PLAlS 
” Table for Bell Work. ...... PL-7 
- or Straps for Pipe......... PL-9 & 27 
og ere PL-19 
CLEATS—Porcelain Insulator........ PL-15 
CLIPS or Straps for Pipe. ...........- PL-9 & 27 
- a eee oe PL-9 & 15 
COLORING Fluid or Liquid... ....... PL-9 
CONCRETE Bozes.......cccccsecses PL-5 


CONDUIT—Rigid or Flexible Metal. -PL-9 


Bushings and Locknuts. ..PL-5 & 9 
” Cees ccccccccccces PL-9 
” Elbows and Bends.......PL-9 & il 
= Fittings All Types....... PL-11 to 14 
aac Flexible Armored........ PL-9 
sa PONE. on nccasaddesia PL-15 
- Locknuts and Bushings. ..PL-5 & 9 
“ Pd sccbenecceesese PL-16 
CONDULETS—Fittings.............. PL-11&12 
CONNECTORS—Armored for BX, Etc.PL-14 
= PON ncccecaenas PL-10 
7 Fixture, Wire & Cord PL-9 
= Greenfield and BX. . PL-14 
” Cord and Motor. ...PL-10 
COMPOUND—Pothead.............- PL-17 
CORDS—All Types..........2--ee08- PL-8 
Sad tor Pull Sockets ........... PL-19 
Extension— Made Up....... PL-10 
Ge RIOR, occ ctkcsoncenceeceds PL-4 
” pO rr PL-9 
= ne PL-9 & 10 
COUPLINGS— For Conduit.......... PL-9 
COVERS for Outlet Bores,........... PL-4&5 
CROWFEET for Fixtures............ PL-9 
CUTOUT Boxes—Steel.............. PL-6 


CUTOUTS—Plug & CartridgeEnclosed. PL-9 


D 


DAMP PROOF Office Wire... ........ PL-29 
Gta kd66cee0skesngeseeee PL-8 
DELTABESTON Cord..............- PL-8 
oe TD sateenceuendes PL-28 
DIM-A-LITE Sockets................ PL-19 
DOOR Switches and Openers......... PL-21 
Fe OES STE oc ccccccscces PL-7 
DOSSERT Connectors............... PL-16 


ELBOWS or Bends for Conduit.......PL-9 & 10 
ELECTROLET Entrance Fittings. .... PL-13 
ENCLOSED Fuses............. See aes PL-10 
” GID: 6 0 bcdcciccncecse PL-9 

ENTRANCE Fittings................ PL-13 

“ Panel Switches Plug Type.PL-21 

oe Safety Switches......... PL-21 to 27 
ERICKSON Couplings for Conduit....PL-9 
EXPANSION Shields and Bolts....... PL-16 
EXTENSION Cords made up......... PL-10 

= Goo Geeta, cc ccsccctes PL-4 








Prices 


F 





Page 
FEDERAL Bushings and Similar...... PL-5 
FEED THRU and Pendant Switches. ..PL-21 
PITTINGS—Armored CaP cocsecese PL-14 
SRS ESSE See ees © PL-13 & 14 


Condulets and Similar.... 


PL-11 & 12 


- Electrolets and Similar. ..PL-13 

e Entrance All Types...... PL-13 

- Groundulets. ........... PL-14 

~ Kondu Threadiess....... PL-12 

= Spragulets and ,Wirelets. .PL-13 
FIXTURE Blocks—Wood............ PL-8 
Pb ocenbesesteseees ..-PL-8 

- NA 06 RSe candies sncs .-PL-27 

T,  - CEs wadinebe nerd tocdcees PL-29 

FLASHERS Skeedoodle Plugs......... PL-16 
FLEXIBLE Metal Conduit........... PL-9 

og Loom-Non-Metallic.. ..... PL-15 

FLOOR Pushes and Treads, .......... PL-6 & 7 

—) ere PL-6 

FLUSH Receptacles. ..........se000: PL-18 

** Switches and Plates. ......... PL-20 

PEs BAD Rive ceccccscccceseses PL-28 

FUSES—All Types. ..........0.s0005 PL-10 
= Blocks—Enclosed. .......... PL-9 

EE ED Sadkbnénncsecceesceccans PL-16 


FUSENTERS and House Panelboards.. PL-17 


G 


GASKETS—for Condulets........... PL-11 
G. E. Fittings—Entrance. ............ PL-13 
See, | | op caluaeansceee PL-13 
GREENFIELD Flexible Conduit...... PL-9 
6 Connectors for Flexible. PL-14 
GROUNDING Clamps... ........+... PL-9 
Se nncgcnccccoccessesns PL-19 
GROUNDULETS Fittings............ PL-14 
HANDY BOXES..........++.-> «++. PL-5 
HANGERS—Conduit and Cable iaeda PL-15 
« for Outlet Boxes......... PL-5 
HANDLES—for Sockets............. PL-19 
ms for Snap Switches. ...... PL-20 
HOUSE RACES and Wireholders..... PL-8 
INCREASERS for Condwit........... PL-16 
SUCRE ATED Walle. occ cecccccsvecces PL-16 
INSULATING Links for Chain ...... PL-15 & 19 
- Paint or Varnish....... PL-17 
CS FRMBirciececscccoss PL-16 & 27 
GEE FORE. oi b.cococcvccoccccececes PL-17 
KNIFE Switches—Baby.............- PL-21 
KNOBS—Tubes and Cleats... ........ PL-14 & 15 
KONDU Threadless Fittings.......... PL-12 & 13 
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LEAD Covered Armored Cables.......PL-9 


- “ & Rubber Cov. Cables. .PL-29 
LEVOLIER Switches.... ........... PL-21 
LINKS—Insulating. ................. PL-15 & 19 

on Renewable Fuse............. PL-10 
LIQUID for Coloring ................ PL-9 

Ors - PL-8 & 15 
LOOM—Non-Metallic Flezible........ PL-15 
= Msg beSeebecbsceeensb aoe PL-9 
og A ey ere ae PL-7 
LUGS—Soldering for Wire............ PL-15 
LUMINOUS Acorns for Cords........ PL-4 & 19 
sa Buttons for Switches... ..PL-20 
SE Ns cawés cevewnctéconnel PL-29 
Pe tcteccescancesses oeee-PL-15 
METAL Molding. ............ssee0+- PL-15 
MGs cb cbstcocccccdes PL-16 
METER Service Switches... .......... PL-21 to 27 
MINIATURE and Candelabra Sockets. PL-18 
MOGUL Sockets. ......ccccccccccees PL-19 
MOTOR Cord Connectors, ........... PL-10 
MOLDING Metal .......... bsewest PL-15 & 16 
” WINN. kik od cic cccwes PL-16 
MULTI Bushings........... coccccccck at 
NAILS—lInsulated.. ............00005 PL-16 
NIPPLES for Conduit ............... PL-66 
Ge PIRI do cn rccvsccescecscooce PL-29 
OPENERS—Door............-.00055 PL-21 
OUTLET Boxes and Covers.......... PL-4 & 5 
OVALDUCT Metal Moulding......... PL-16 
PAINT—lInsulating. ..............6-. PL-17 
PANELBOARDS Smal! House Type... PL-17 
PEIN, « cusecesecesccesesd PL-21 
Ges Go bce ctcccvecccccaceedés PL-29 
PRs BORNOTRG, 0 kccccccesccccecess PL-17 & 27 
PENDANT Switches................. PL-21 
PURE ESO os bcc cciccdcccscedees PL-7 
PIPE—Rigid Conduit................ PL-9 
= Clamps and Straps. ........... PL-9 & 27 
a PE ccesctesscevecescasas PL-16 
> Ds cticesedsvéns dienes PL-17 
PLATES—Beam ...........0eee0005 PL-15 

- for Receptacles ........0.00- PL-18 

- OT) SE ieasen asad’ PL-20 
ST NIE, bv. cocccadins o> sanvoe2 PL-9 


September, 1929 








P—Continued 
PLUGS—aAttachment and Appliance... PL-16 
POTHEAD Compound. .............- PL-17 
PORCELAIN Bushings.............. PL-5 

- oR ee ere PL-9 
= Knobs and Tubes....... PL-15 
POWERLETS Fittings............... PL-13 
PUSH Buttons, Treads, Etc........... PL-6 x 7 
Page 
RACKS and Wireholders............. PL-7 & 8 
RADIO RECEPTACLES ............ PL-18 
Sb ididecdeesecscveséada PL-19 
RECEPTACLES—Fiush............- PL-18 
o Bie csdocch ctu PL-18 
- Sign. ..s.eeseeee.-.PL-19 
* ES PL-18 & 19 
° for Conduyit........ PL-16@ to 14 
REDUCERS—Conduit............... PL-16 
- SN dicndstcaastabes PL-16 
7 Bs ci cecncseseoden PL-4 
RODS for Grounding... ..........+++. PL-19 
ROMEX and Similar................. PL-9 
ROSETTES—Porcelain.............. PL-19 
sy for Conduit Fittings ....PL-11 to 14 
ll, Sr rere PL-28 
SAFETY Switches—All Makes. ....... PL-21 to 2% 
SALTS—Soldering... .........2-+-0+: PL-26 
SCREWS—Steel, Brass and Lag....... PL-15 & 27 
SERVICE Boxes or Cutout Boxes..... PL-6 
SHIELDS—Expansion............... PL-10 
SKEEDOODLE Flasher Plugs........ PL-17 
SLATE Base Cutouts. ..............- PL-9 
SNAP Switches—Wall................ PL-20 
_ ne Pull Cord Type. ..... PL-20 & 21 
SOCKETS—All Types............... PL-19 & 20 
SOCKET Adapters. ............0.05. PL-4 
ad PCT TTT ee PL-4 
oe eS eee ee PL-5 & 19 
™ PR oc 20<éenenceccas PL-4 
= BE deceensocccocecscn PL-19 
SOLDER—All Types. ............+-. PL-27 
” Pea conccedesesocesocs PL-17 & 27 
SOLDERING Lugs. ...............-. PL-15 
SPACERS—For Boxes............... PL-4 
SPEAKING Tubes...............-.-PL-15 
SPRAGULETS Fittings.............. PL-13 
SPRINGS—Window and Door........ PL-6 &7 
SQUEEZE Connectors............... PL-14 
STAPLES for Bell Work............. PL-27 & 16 
STEEL Taped Park Cable............ PL-29 
TEE PRs 6 ose csecsesicessoccose PL-8 
STRAPS and Pipe Clamps............ PL-9 
I, 0. ocd. cetroenonss PL-27 
SUPPORTS for Switch Boxes......... PL-4 
SWITCH Boxes. ..... saddeakeease oid PL-4 
a Pee vwn1ts40 secevccdes PL-20 
SWITCHES—Canopy............... PL-21 
- Nhs 543440.006 6000000 PL-21 
- Entrance and Panel... ..PL-21 to 27 
ee Flush-Push-Tumbler- 
i oe6e% évesceeses PL-20 
ae Se See PL-21 
* PUES s 40 occecanscses PL-21 





S—Continued 


SWITCHES Pendant and Feed Thre. PL-21 





” Pull Cord... ... ebeesien PL-20 & 21 
os Wiis 44 dsp ddoctsenee PL-28 
SWITCHES—SAFETY ENTRANCE TYPE 
PES cn cuedesesquees PL-24 & 25 
Columbia.......... «-+.-PL-25 
Murray ...cecceeeseeee+ PL 
Safety | Noark............. . +. -PL-24 
Entrances Square D............++- PL-21 & 22 
Type | Trumbull............... PL-22 
Trumbull-Vanderpoel....PL-22 & 23 
Wadeworth............. PL-26 
Westinghouse........... PL-23 & 24 
TREO. be ccc cbddccccccccescs PL-7 
TAPE—Friction and Rubber.......... PL-28 
TAPLETS Conduit Fittings........... PL-11 
TELEPHONE Wire..............++:- PL-29 
TERMINALS and Soldering Lugs. .... PL-15 
THREADED Pipe..... sieadowasnsane PL-17 
THREADLESS Conduit Fittings. ..... PL-12 
TIME Switches, ... .cccccsccccccccces PL-28 
TOGGLE Bolts. ........... ankaseées PL-8 
e RS ee ee PL-20 
TRANSFORMERS— Bell and Toy. ...PL-28 
TREADS—Floor.......... ewasigeeses PL-6 & 7 
TUBES—Porcelain........ pkietbesaes PL-15 
o Sqeakiags .ccccccccss oocce PLAS 
TUMBLER Switches and Plates....... PL-19 


Page 
UTILITY Boxes. ......sse-see% oeeee PL-5 
UNILETS Conduit Fittings........... PL-13 


V 


V. V. FITTINGS for Conduit.........PL-ii 
VAPORPROOF Fittings. .......... --PL-12 
VARNISH and Paint..............-- PL-17 


WEATHERCAPS Entrance Fittings. ..PL-13 


WEATHERPROOF Wire............-.PL-29 
” Conduit Fittings. .PL-12 

WIRE—Rubber Covered. ............ PL-29 

= Weatherproof... ...........+- PL-29 

” Annunciator.............00+: PL-29 

= Asbestos Range. ............. PL-29 

= Commectors, .......000055 ,-..-PL-9 & 16 

+“ DI PONE 6 cc cccccvecesses PL-29 

2 DANO ccc ccs ccccececets PL-29 

- Lead and Rubber Covered... .PL-29 

" RR ith on cicccccenetesses PL-29 

” Telephone and Telegraph... .. PL-29 
WIREHOLDERS and Brackets.......PL-7&8 
WIRELETS and Spragulets........... PL-13 
WIREMOLD........ d0esdsoced’s +++ -PL-16 
WOOD Fixture Blocks. ........005555 PL-8 














Suggested Resale Prices 


Wittig Supplies 





These are merely suggested resale prices for the commonly used products that 


appear regularly on jobber price lists. 


They are figured on generally accepted 


principles for computing resale prices and should cover average conditions but 


are not guaranteed. 


























(See note on title page.) 


















































A- SUNDRIES BRACKET SWITCH BOXES 
Gem Nos. Price Each 
a ae eh 1 eee r Gem or Similar Depth or Similar Black Galvd. 
ASBESTOS For Loom, Lath Supports-No Clps. 2%" F $.25 $.30 
Asbestos Millboard—Per Pound—25c. ForLoom,LathSupports-with Clips. 2)” FCB .28 .33 
For Metallic C Cable, Lath Supports % <BR exes 2 re 
ANNUNCIATORS wit B ve rceeccecress 2&2 & : : 
For Rigid Con uit, Lath weppests 
oe Type — eatin NoClamps........... 2&2% $$ BB&RBSB 320 8=-.35 
wards 
— o Béwosde an * White FE eg 9 “Compe- “ Auto- LOCKTITE SWITCH BOXES 
o, Drops ixie nam to tition” matic 
2 Drop 10.00 a - ives: | ‘saeenwe Guarantee For I mer Rear 
7 ¢ a2 eo eS Os as pee Siearats sucotwdceneat 24" FT $.24 $.29 
6 * 16.75 19.75 15.00 16.75 20 00 For Loom with Mtg. Ears & Clips. 2% FCT -27 .32 
8 « 19.75 23.10 17.00 20 00 25.20 For Metallic .Cable, Mtg. Ears & 
es * . : ’ - RRO ETE FOES 2&2% XT-XCT-XST  .33 .38 
23.00 26.50 19.50 23.40 30.00 
Hy e 26. 50 20.75 22.70 28.25 ‘ For Rigid Conduit, Mtg. Ears 
7 : : ' Poe fy ~ ‘eesinn without Clamps............ 2 & 2% BT-BST 29 _—.34 
a 3. @ | <oeees 8 8€©epeaee a ("teenie . Senene 
Lewes “Se ke Oe Se SECTIONAL SWITCH BOXES 
=: Drops © call ocher Annuncletore—Sall ai Lise lee 3083) Union or Similar 7 
Se eee = — Black Galvd. Black Galvd 
COUCH For Loom or Rigid Conduit 1% Deep No. 170.. -$.24 $.27 $.20 $.23 
For Rigid Conduit 2% Deen—2 G Ne. 160..... .87 .95 .37 .40 
Style D Style F Flush Style F Flush SS ee 
Hopihes ene FA a Wood Face Metal Face SOLID DRAWN SWITCH BOXES 
:) »0 ace 
Drops Dnssber Price Number Price Number Price Union or Similar Single 2Gang 3Gang 
: —. Se oS Se Ue ee Solid Drayn for Loom 254” Deep Type SS Black... $.16 $.31  $.46 
8 DA 8 31.50 FA 8 53.80 FA 8 59.70 re p “ Rigid Conduit 180-181-187-Galv. .26 eh os 
10 DA 10 36 50 FA 10 58.25 FA 10 64.70 with Lath Support, 181-BB-GALV. ..... .26 
12 DA 12 43.10 12 64.25 12 71.30 TANDEM weg BOXES 
15 DA . FA 15 73.10 FA 15 81.50 
16 DA 16 56.50 tl Th Sa he Se paduhe HY éaxées Blac Galvanized 
20 DA 20 69.75 FA 20 88.15 FA 20 98.00 Loom, Cable, Condule 2 Gane 3Gang rai 2Gang 3 Gang CGete 
Add for each drop on any of above—$4.15 per drop Tandem Boxes 3, coe $. ry m. 4 a ‘= $. . *. 2 a +4 
= & 2%" P 2 A . , ‘ t 
ADAPTORS—REDUCERS 
or Siecle “DOOR Switcat BOXES 
Black Galvd. 
Bryant wuaeene G. E. Hubbell Weber Price | Union No. DS-1-3 & 5 Appleton gee. 12-14 without Gampe $.52 $ .62 
Me dium to A arpa ‘ = i : | eee 92 °. “ No. DS-2-4 &6 011-13-15 with Clamps. . .62 .72 
” ture. Wh 8 oeccccss Coco Ceessoee Seees ° 
© Mee... 421 98 "SR epeet > 292 .50 Wy BOX 
‘ Parallel Blades KF 1006 Te w#<cgelepeuwest .30 Single Double 
- os gotecmetate a cevccees ore on ‘= Gem or Appleton—with Receptacle.........0-..eeeeeees $1.40 
T Slot “ Tandem ades 7 5 
o « wa.) * “eee: _. ae . 50 SWITCH BOX SUPPORTS 
SOCKET EXTENSIONS Each 
Benjamin No. 91 Socket Extension—Ea.........-..ssseeeeceeeeeeess $.40 | Any piole | eeee heb deh Nic 60 dhe c Wiad iaweess40qgne eh annieene guegly $.20 
No. 119 Socket Extension for New Type A Mazda Lamps—Ea......... 15 For Cenerene + | Page riots. 
ATTACHMENTS FOR PULL SOCKETS eee 
For 8” to 14” Reflectors No. 5828—5829—5957—5958. .............4.. $.55 
For Beto Bee Rekestors Ne: SSS SSR a0s esos ooo $ BOXES & COVERS, OUTLET 
ADJUSTERS BOXES, OCTAGON & SQUARE 
For Cords Covers Priced Separately 
Price Univ Size Depth Knockouts Price Each 
Universal Cord Adjuster Standard No. 1417 334" GRR 606 daccctinseces $.10 Bottom Side Black Galvd. 
Factory No. 1418 54%” Long... ...........-+- -20 | 24151 344" Oct. Deep +o KO 146" 1—\’” —% $.14 $.16 
« e ad Reinforced No. 1419 55%” od eR 3k Se 22 | 24151 34” “ 1%” 1—%” 4%" .16 .18 
Ball Type Bie, BORD OG Sar TOs © Ge ede obs as ccccccccesetcocce -08 | 24155 34° « “ if. ES 1%” 7—K" 8—’ "16 «118 
s No. 4634 & 5 for Reinforced Cord.............-..000005-: .10 | 96121 a4) Round Shallow i Han s ni us 4 
26125 4” —4” . 
ACORNS 26126 3%" “ “ NoEars %" 9—\%’ 1300.15 
Hubbell No. eoee Acorn Adjustable for Linen Cord................45. $.10 | 36113 314" “ “ 14” 9—l4” .14 16 
“ No.6982 “ Standard for Pull Sockets.................:. .10 | 36114 3K" “ “ 44” 9—\%” .12 14 
“ No.7004 “ Candelabra Detachable.................000: -10 | 36115 3%" “ “ 4" 7-1" "14 16 
“ No. 7015 or Bryant 750 Luminous Acorn............--. 30 | 36116 3%" « “ 4” 8—’ , <2 14 
OF ee BONNE Bs bn onde dec des eee scncadponcicseeseeses .10 51151 4” Sq. Deep 1%” 5—k” 8—% .22 25 
eet Oe. « 6 Re RO ide Boe loeb 136 
BOXES, SWITCH i or SM. 1K. 
$ 54151 = 2 4” KO 1%” 5—%” 4—h’” .17 20 
: — 54151 qe ¢ " 4%” KO 1%” 5—%” 5—%" . 20 23 
STANDARD SWITCH BOXES 541554” “ , 14” 9-4" 8-4" .25 28 
— Gem Nos Price Each 54171 4" . ‘ 245 5-4, 4" «80.85 
Description Depth or Similar Black Galvd. | 56111 4” Round Shallow 14” KO 3, 5-4, 7 be 
For Loom Without Clamps. .. 2 & 236” -os &S $&. 7 $ ‘3 ttt ‘ 4%” KO +e x. ‘ie 3 
to nding ” ® ” “ “ 14" —4" 14 16 
“s “ With 2 Loom Clamps. . 2% FC 48 .20 56115 4” 2 44" 9—* ‘ 
For Metallic Cable with Clamps. . 3 63)6" X & XS = .-} pontey te ws Be 3. ite “7 4 
; : oe 4 ” “ “ee 3 w 5—} ” : 13 16 
For Rigid Conduit with’t Clamps 2-396-95 B-BM & BS ‘= = Seine i a s if, hems i 39 «37 
ad S « Se a BD .34 37 72151 4-11 /16" Sq. Deep 14" 5—* 8—* eucel .55 
Spacers—For Spacer for any box roe. box price .04 .05 72171 4-11/16 2%" 5—\% 8s—\& Lh .65 
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———— eC rl SC 














Boxes & Covers 


PL-5 
Bushings 





COVERS, ROUND 
For 3" & 4” Octagon & Round Boxes 














BOXES, OUTLET 
ARMORED CABLE BOXES 

















HANDY OR UTILITY BOXES & COVERS 








Universal Price Each . 
os Ne. Size sees ro ption si Black Galva Comparative Numbers © Galvd. 
= os at Close — i . A : . 
24C-2 $ Raised 34” Closed Cover ask eoces : : Size Stud Cla ree Chicago Appleton Prod sou Pric 
mC- = lat with 169 RO. oe eceseeeresees Of 08 | Bi4a4¢ Round | Ygs Tyo! No... “et ee a Oe 
7 SC Rated with 36° KO -..........- i 8 Gee eee 544L 2355 36151XS 35 
24C-12 7 Raised %”’ Hole, for Cord or Bush. -08 .10 “ “ s 
C-28 - roe, lat ~ Suet, mgt Devices. 110 * 12 Bit Oct No s No 1388 SC Spe ANA. ius 30 
24C-31 = Raised 4%” Spas. | fos qSige ece - -ll | 3x Yes “ Two 1287XS 532L | ''. 36125xS ‘30 
C-33 a Flat Opng. % | ec. Sign ‘ecep. -23 25 Biuis “ “ “ Sec. as | ee 30 
rt ia 4” Rated Orne 94 for er ae a oa i = No « «| ERGIXS 5 2845 S4ibIXS —-40 
54C-2 . Raised ” * Closed Center eudchaens .08 ll - : 3 2348 151X -35 
x =o paieed 20 pening 3M4"...--.----- 1h 18 | Roses No, 2-4-12-14 Straight Electric or Combination Each. ..........- $.20 
54C-7 “ Raised with 4” KO........... -10 .12 toe mn . aa me ia 
54C-12 “ Raised a Opening for Cord... ... .09 11 a Py ~ eee ge Ok C ) oO 2 eS ecemeveneees .20 
C-28 s Flat for Surface Mounted Devices. . .10 -12 505-66-67.08 S dard Cable B 
54C-31 “ Raised for Sign Receptacles ee 10, "12 no a ee a ee ee 20 
54C-35 &36 “ £2. ee eo ee “10 12 o. 553-54-55-56-57 Dead Ground Type. ..........% 0. ccc cece ee eee 30 
1172 3%" Porc. Round Cov. for3{" Box with hole$. 20 
1173 iS Porc. Round Cov. for 4 is Box with hole $.30 BAR HANGERS FOR OUTLET BOXES 
Without Boxes 
(With % Fixt. Stud) rae a a Steel Union 
pleton Austin G.E. Hemco City Chgo. Pri 
COVERS, SQUARE Straight 18° Bar SBH 900 * 8600 20° 6000 10 $.25 
” ’ traight 24” Bar 1 24 6000 10A .85 
For 4” & 4-11/16” Square Boxes Shallow 1934 Offset Bar BHS 905 6602 21 6001 11 30 
Universal Price Each Shallow 24” Offset Bar BHSL a + alte ‘ie Tr ee R 
in” Size aes Prsediptign Black ae poe ig Bar at 915 6603 22 6002 12 .30 
52 4 Pe er rr err a 1 e ” Offset Bar ide Tehsae teak” alee ews .35 
52C-3 “t Raised Closed Center 3 .14 Straight Old Workbar BHOW 920 6604 23 6003 13 .20 
52C-3 es “ with 2%, Opening cea... vin -18 | Universal Box Cleat CBH 910 6605 24 6005 14 15 
po rs “ rien “~ si "KO snecuagedeseeas . “23 Straight Saddle Bar 18” XBH Se ee sok bike bend .20 
52C- aised wit PT Pin ehadeesk ue. ‘“ . 
52C-12 . 3 e for Cord ‘ .16 BAR SETS 
52C-13 r4 S Raised ef For Sng Flush Devices -12 .14 Complete with Boxes 
oxo in oe gil a a ° 3 . : ush Steel Price 
52C-15 » ps Ps sae a nt te . . For Size Ears Clamps Plates Appleton City Galvd. 
526-17 aie pipe eS > Per Twe Flach = er eo m 3}4x)4 Round None ag None o. 61168. $.35 
= i A a “ Ct “ “ wo “ .40 
“ “ Raised 1” For Two Flush a 26 .28 “ “ « “ - 
326-21 “ « Raised 14” For Two Flush “ 238080 | « oe « 7 Rw. Gite «6s on 
. 52C-28 “ “ Flat For Surface Mounted..:....... -18 -20 | Cable 34xK “ None . “ acead-< .35 
52C-35 & 36 4” Sq. Raised for Sige Receptacles......... -17 20 “ 3i4x “ “ “ es, OO ee “40 
52C-48 pews with 2% Opening..........- 13 -15 “ 3343114 Oct. Yes “ isle tte. 5t hee “45 
52C-62 ° Raised 34” For Single Flush Devices 12 14 “ aod “ “ “ To: eee ee "50 
72C-1 gt ao a rere ees 30 “ 4x1% “ “ “ en TA eo SOR Neh ae “50 
72C-2 ° Raised Closed Center.............- cece 36 “ “ee “ “ “ (“Ge SiePsern ten 55 
Loe A e ra pcre with Gpssing " shatitete +ees ‘% Conduit 4x34 Round — None None BH4C 56112B .35 
72C-14 os Raised " For Single Flush Devices ey :43 BEMCL 61115 0 
72C-18 Bs Raised 4” For Two Flush. wees 55 Bush Union Price 
72C-48 Fi Raised 2%, , ae obee -40 tok on ce P Face “ones a Chicago Galvd. 
m x oun one one one 2 $.35 
4“ “ “ “ Ye awe “ poy ‘- 
“ “ « “ es one “ 4 
For Exposed Work ‘ i. of , “ hl Bs Two « 381CB 45 
U ° 1 ice able x “ one “ “ .35 
~~ Description Black Galvd. pe 344x% “i _ - Two 1287XB .40 
N-8490 to 8493 4” Cover For One Push or Toggle Switch or “ 344x136 Oct. Yes ’ None 1289B .45 
one sage or ay Receptacle........ $.25 $.30 ” a Pl = sf e Two 1289XB .50 
N-8493A to 8500 4” Cover for Two Push or Toggle Switches 1 4x1\% ” - ye None 1290B .50 
er Two Receptacles or any combination = i be ” - Two 1290XB .55 
aT $.35 $.40 | Conduit 4x% Round ane None None ire .35 
“ “ “cr “ es “ “ h .40 
EXTENSION RINGS BUSHINGS & LOCKNUTS 
For Flush Devices BUSHINGS & LOCKNUTS \ 
Universal Description Price Each For Rigid Conduit 
°. . ‘ Oc - ‘ D . Zz Gave. ” 4%" 1” 1%” 
25151-5715 tagon Ring—154” Deep............ 2 . eis ac teyesbon sige att : 
53151-55161 ris Square or Octagon Ring—194" Deep...) 30-32 | Beshinge—Esckes-cccc1 #03 Soang Soy’ 058 
55171 ** Octagon Ring—2%" Deep.............. .48 .54 1%" 2" 2%" 3” 3%" 4” 
Locknuts—Each.......... $.09 $.1 $.19 $32 $ .40 $ .58 
Bushinges—Each... —a 0 .30 .40 .88 1.40 





PORCELAIN CLAMP BUSHINGS 
“*Federal’’ or Equivalent 











Univ. Aogiten G. E. aa Black or Galvd. Inside Outside Wire Bushing Extra Ring 
No. - No. 0. Description : Price No. K. O. Size Size Size Each Each 
58361 4-CS 58361 Box 4 x2\% x1% Approx. Size $.25 Aad “ ¥ “1% No, 10 $.08 $.04 

3-OS 3400 “ 34x2uW%x1% “ = -380 | A-1% ve 8 1% No. 10 -10 -04 
58151 Seer ar “ 4x1%x1! = Bit -30 | A-2 18 44 =o. 10 04 
58371 eres “ 4:xz3%x2% “ * 30 | A-3 ® 1 No. 3 12 -05 
ee > «> acense “ 4x2%x2% * * -55 | A-@ 15 No. 00 .16 07 
58Cl 2540 34R1 Cover Flat Steel Closed -13 | A-5 146” 1% 1 450 CM -23 -10 
py"  ~o' 2 ere * Porcelain 1-2-3-4 Hole -18 A-6 2" 1% 2 1 Mill. CM 46 .12 
58Cl11 2550 to 53 ti... ts ” “ Steel with 4% or 34 Nip. .30 | B-1 of % ‘ig No. 10 -21 .04 
58C28 ee. 9 eaeas ms “ For Snap Switches -20 | K-1 i % ‘4 No. 10 .32 .04 
58C36 _ 2 tee 2 “ “ Sign Receptacles -20 | K-2 14” 144 1%% No. 8 27 “Os 
58R3 2537 34R3 Cover For Push Button Switches -25 
58R5 2539 34R5 “ Single Receptacles 25 **MULTI”” PORCELAIN CLAMP BUSHINGS 
58R7 2510 34R7 a “ Duplex Receptacles -25 
ceee 2594 34R14-15 “ Toggle or Tumbler Switch .25 Inside Outside Price 
No. Size Size ¥or Wires Each Complete 
10 8 “4 14BeS $0.08 
CONCRETE BOXES WITH COVERS 13 a6 4 Bes “12 
20 % yA 6B&KS .10 
Galvd. Only 30 % 1 2B&S 12 
Dep ie ee i ee 40 . 1% 000 -20 
Complete = Plate & Stud ¥ 35 $.40 - 40 $.45 $.50 $.55 $.60 $.70 50 1% 1% 350,000 .30 
les: 30 .356 35 .40 .45 .80 .55 .65 55 1% 1% 600 000 .38 
60 1% 2% 1,000,000 .45 
PORCELAIN NO CLAMP BUSHINGS 
SOLID GANG BOXES & COVERS Multi- With Spring Clip, t Not Threaded 
Galvd. Only 2 3 + 5 6 7 8 Catalo So keane rien 91 92A 92B 
Gang Gang Gang Gane Gang Gane Gan Size of Toke WERE ES PERS Pe ar Me ‘8 ua ry) 
Box Price... $.80 $1.20 $1.65 $2.10 $4.00 $6.35 $6. ME, « Cvishernione 2¥eo % % u 
Cover “ .40 .60 .80 1.00 2.00 3.35 Bs © Pee i ccccccccee benscecrsews $.C6 $.C6 $.06 $.07 $.07 
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ELECTRICAL CONTRACTING 


CSP 


offers you 








Profitable Line 


Meet the demand for color in the home by supplying 
CST Color Plates. Wide variety of colors and finishes at 


a range of prices:to make sales easy and profitable. 





Made in all types and gangs up to six as well as any com- 
bination style. Lacquer Brass Finish and a new Krinkle 
Brass Plate are standard as are twenty different colors. 





Write for our descriptive booklet covering this line as well 
as a sample of the new plates, which will be furnished on 
request. 


and 
don’t forget 


CST CONDUIT FITTINGS 


Locknuts, Bushings, Connectors, Hickeys, 





Pipe Straps—nearly everything you need— 
and the CST label insures its quality. 


Write for our new Fittings bulletin 


CST Products Are Sold by Jobbers 


CHICAGO STEEL TANK CO. 
\s ELECTRIAL DIVISION 


6400 West 66th Street CHICAGO, ILLINOIS 
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You Sell 


Ne [nstallationse 


) 3 . . 
- > 
A, 
“ ’ nd 


The thing you sell your customer is a complete J 
electrical installation. Your object in assembling 
this installation is to sell it at a profit. You are inter- 
ested therefore, in all material that goes into the job. 





“Yn * 
tae 


Don't consider wire only, install a complete installation 
that you can sell at a profit. Choose the parts and ma- 
terials that, when every feature is considered, will 
make a reputation and show a profit for you. 


Quality wire, made by a reputable manufacturer, wire 
time-tried and tested to give profitable service after the 
job is completed, that’s the wire to choose. 


When leading contractors of the country use 


American Steel and Wire Com 
Rubber Covered Electrical W 


in the nation’s largest and most prominent buildings, 
that is the basis of profit in their choice. 


Any of our sales offices will assist with electrical wire 
problems whenever necessary. Our Electrical Wires 
and Cables Handbook will be sent free on request. 


AMERICAN STEEL &@ WIRE COMPANY 


Subsidiary of United States Steel Corporation 


SALES OFFICES: CHICAGO NEW YORK BOSTON CLEVELAND WORCESTER PHILADELPHIA PITTSBURGH BUFFALO DETROIT CINCINNATI BALTIMORE 
WILKES-BARRE ST. LOUIS KANSAS CITY MINNEAPOLIS-ST. PAUL OKLAHOMA CITY BIRMINGHAM ATLANTA MEMPHIS DALLAS DENVER SALT LAKE CITY 
U. &. STEEL PRODUCTS COMPANY: SAN FRANCISCO, LOS ANGELES, PORTLAND, SEATTLE. 
Export Representatives: UNITED STATES STEEL PRODUCTS CO.. 38 Church St.. NEW YORK, WN. Y. 
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STEELTUBES [E. M. T.}* has the same 
inside diameter as heavy conduit. Made in 
three sizes [%”, 4” and 1”} with diameters 
and wall thickness shown above. One coup- 
ling furnished with each ten-foot length. 


STEELTUBES 
Advantages 


1—Saves thread- 
cutting 
2—Bends easily 
3—Light — handles 
easily 
4—Takes any fitting 
5—Speeds up the job 
6—Resists corrosion 
7—Costs less 
8—Standard price 
9—Carries Under- 
writers’ Label 
10—Local stocks al- 
ways available. 














...USE ANY 
Standard ‘Fitting. 


NE complete three-purpose coupling is furnished with 
every ten-foot length of STEELTUBES. This coupling adapts 
STEELTUBES to any standard threaded or threadless fitting. 
. . . To connect two lengths of STEELTUBES just slip the 
ends into the coupling and tighten the split bushings. 
. For threaded fittings, put the split bushing on the tubing— 
slip in place and tighten. 


. For outlet boxes or cabinets, substitute an ordinary Chase 
Nipple for one of the bushings. 


Ask for a sample package, and folder answering your questions 
about STEELTUBES. 
Electrical Division 
STEEL AND TUBES, INC. 


Cleveland, Ohio 
(A subsidiary of Republic Iron & Steel Co.) 


Of is teas eo Electrical Metallic ie Cou XO 





is threadless, strong, light and easy to handle. Costs 
Otis: to buy. Saves time and money on the job 


Steeltubes 
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IT PAYS TO WRITE US” 


When You Need 
FLOOR OUTLET BOXES 
JUNCTION BOXES 
CONDUIT BENDERS 
FISH WIRE 
INSULATOR SUPPORTS 














rol. 
LATROBE} 
A Oo A 


aS 








No. 100, Non A table Watertight No. 110, N stable atertigh 
No. 300, Midget Floor Receptacle. oe a5 ¥ as 7 aes Floor *, : 





No. 120, Adjustable W ight Fi ae on with Adjustable -“ bane 5 ar es N 
- y jus ie Watertight Floor x recep a ®. 251, Square A tabi atertig 
Box without Receptacle. factory. bs + Maroy eg lied - 


=<, 4" SOCKET CLAMP 








No. 252, 258, 254, Gang Adjustable No. 625, Conduit Bender. Bends %” or Keystone Fish Wire. “Bull Dog” Insulator Supports. ‘ 


Watertight Fleor Boxes. %” conduit — by reversing mov- 
able jaw. 


Pullman Manuiaciuring Co. 
1209-1215 Jefferson St., Latrobe, Pa. 




















F Mail this coupon today for ue 
FREE COPY NATIONAL ELECTRIC CODE 
Pa By RE AS SUES A SES SS SS Cs Re ene hor ee ee ete R 
fn Pe er eet ae Te Sa EES 0 ETRE SN ee ene eae 
E, NG gee NE ane US NEE Iie Sees eens. NET E 
E We nana Bil Ve I Ci i nites icbecctilitiipelinticneti E, 
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Boxes, Floor 


Bell Push Buttons, Etc. 











sR ADED GOMPOSETION BUSHINGS 
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4%” =” 4” 
Without Sn. er ©. 4 “ ll §&. ¥ $. Ms $30 V4 ss e: b= 3 Aas 
With Lockaeut.....ccc0. oS we ae os -45 1.15 
GI bn 6 dobdoncesondestrcscs nukes: - yw" is 4” 
FE Ns 5505 694634000 Gams a0 Rebeaeeas cREMGESA $.01 $.02 $.03 $.08 
BUAES, FLOOR 
NON-ADJUSTABLE TYPE 
“Full- “Lat- Rus- 
man” robe” sell 
Steel Fullman & 
City Mfg. Stoll : 
Co. Co. Description Price 
477 110 2580 Comp Out. with Std. Rec. & Bell Nozzle $3.90 
490 100 2590 “ “Less Std. Rec. with Stem Nozzle 3.50 
490 100 2590 Comp. Out. Less Std. Rec. less Nozzle 2.45 
491 a dade omp. Out. with 20A. Polarz, Rec. & Bell Noz. 4.90 
499 300 Midjet Out. with 10A. Recept. No Nozzle 2.45 
495 i Dee Square Out.-Less Recept. with Bell Nozzle 4.35 
496 Square Out. With 15 Amp. Rec. & Bell Nozzle 5.40 
497 Sq. Out. With 25 A. Rec. & Large Bell Nozzle 8.60 
ADJUSTABLE TYPE 
400 120 2502 Complete-Shallow Box—Less Receptacle $4.35 
400 —— cond Complete-Deep Box—Less Receptacle 5.25 
401 130 Complete-Shallow Box With Receptacle 5.40 
401 o¢ee Complete-Deep Box With Receptacle 6.30 
420 Complete Large Size Box Without Receptacle 4.90 
421 Complete Large Size Box With Receptacle 6.00 
ADJUSTABLE GANG TYPE 
Without Receptacle Price 
441 251 2511 Single Gang with ye’ Cover Plate RL iavdin ied taes $ 5.40 
442 252 2512 EE a Ee ian, FPR 10.80 
443 253 2513 Three ” on _ pe ee 16.20 
444 254 2514 Four = - a wi Peels eves 21.60 
445 2515 Five ad eS = FT od wirdastes 27.00 
Extra For 2” Cover ee re a ey te .65 
Extra For Special Receptacles Latrobe No. T-208, Each Receptacle. .. 1.00 
FLOOR BOXES 
Thomas & Betts 
No. 100 Complete cin cvabadwhendde meee ab is ours $4.00 
No. 200 np ckesnergheb pe beneadGednen 4.00 
No. 1200 Complete without Receptacle. ...............ccceeecees 2.70 
UG. BEGD Cemeemeee Wren RMREIS, . ow ccc cccccccccccccecccce 9.00 
No. 8000 Utility Outfit with Receptacle. ..............ccceees ° 
BOXES, CUTOUT 
TYPE ‘A’ SURFACE CUTOUT BOXES 
Black 
Width Length. Width Length 
Short Long 3” 4” 6” Short Long od * 6” 
Side Side Deep Deep Deep Side Side Deep Deep Deep 
4h, 5 ME ccGbes secene 12 De: -ciete $2.40 $3.75 
4% 9 ee | Rls * eee. 4.40 5.20 
4{!o 9 3%” 60 . 12 oo “yaphs 11.40 11.15 
6 6 .65 8 .75 $ 1.10 15 a = "es-e's 2.75 3.80 
6 8 80 bet) 1.35 15 PS sues 3.00 4.40 
6 9 .70 90 1.65 15 _ 86osaet 5.25 6.05 
6 10 75 1.00 15 ae 12.25 14.10 
6 12 .80 1.05 1.80 18 _” esewe 4.40 5.00 
6 15 .95 1.20 18 ae cises 9.90 11.50 
8 8 90 95 1.66 18 24 12.90 12.90 
s 10 1.00 1.05 1.85 18 eee 13.95 15.30 
8 12 1.10 1.15 2.10 18 36 16.65 17.85 
8 15 1.20 1.25 18 40 17.90 19-55 
8 18 1.35 1.65 24 24 14.00 15.95 
Q 9 95 1.75 2.10 24° 30 7.55 19.10 
9 12 1.05 2.00 2.40 24 36 20.50 22.10 
10 10 1.10 1.30 2.15 24 40 22.30 24.35 
10 12 1.35 1.55 2.45 24 44 37.90 41.55 
10 15 1.50 1.65 2.85 30 30 24 .95 27.20 
10 18 1.60 2.25 3.50 30 36 38.10 43.60 
12 12 2.10 190 2.75 30 42 44.80 48.55 
12 15 2.20 2.10 3.25 30 48 51.95 56.20 
For Galvanized Boxes Add 59% to above prices. 
‘Aneoala 
2%” 3” 4 Cow or 
Name _ No. Description Buzzer Bell Bell Bell Sleigh 
ool Sue. mee, Col poem Biles, Bae oe ckeae “cess asses 
—. ~ 657 Dble. Coil Non Adjust. .50 . 55 tns<, bebe 
coceees 652 Dble Coil Round Non 
ion , .60 SP sewes’ “whether tees 
Wizard 659 Dble. Coil Non Adjust. .90 Mi teann. so8in! annie 
Eureka 641 Dble. Coil Adjust. Class 
= ‘ ...ees 1.00 1.05 $1.25 $1.60 $1.90 
Acme 631 Dble. Coil Adjust. Class 
Ios 1.35 1.40 1.50 1.85 2.15 
Eureka 621 Dble. Wood Box Bell 1.30 1.35 1.45 1.70 1.90 
Monitor Ge meese syee 8 —~&K& feces Rau adds Pilsco Miabon 
Monitor 661 Round Type .,.... 1.55 SP A ee 
Wizard 660 Comb. Bell & Buzzer ‘ 1.25 MEO “ikects Gente 
Wizard 655 Buzzer Oak Mat Se veees Sock wees. eueee 
Wizard 666 Watch Case Buzzer * Betta siss aa ret tae Cea 
Ansonia 663 Comb. Bell & Buzzer mai Ee. Bale ‘esea0.. keane 





BELLS AND BUZZERS—Continued 














Edwards 
Name No. Size Description . Price 
Nubel 735 2” Two Coil. Non-Adjust. ~Gray Enam. Bell $ .65 
to ry ee Buzzer -60 
Dixie 720 2%” “ S Class C-Non-Adjust. nl -95 
Bae aa -90 
Combell 737 2%" Pa Coil Non-Adjust.-Gray fen, Bell & ; 
as 5s Me abs a ie 6 cigs a+ dedhe ene cane 15 
Tubell 738 «t.... Dble. Coil Non-Adjust.—Gra . aoe, TwoBells 1.25 
Cadet 710 2%” Two Coil-Class B-Adjust. 1.05 
e TAD sx 49 | sad 1.00 
. 712 3” a a “x ” we 1.25 
“ 714 4” +. “ “ +“ “ Bell 1.60 
” bes Ses - - alae ad Cow or Sleigh 1.90 
Buz-A-Bell 730 234” ‘Two-Coil—Class C Comb. Bell & Buzzer 1.20 
Monitor 156 3” Monitor Bell-Nickel Plated Gong 1.55 
Bronx 750 1%” Nickel Watch Case Buzzer 1.30 
Edwards—Lungen 
No. 13 Bells 
Size Price 
wt apetetee sevabe waned Chudc cere eb aaceccskokees ctccsocces: ORD 
1 vette hee weeeaeeeaeeneeseserereceseeereseseees obeocckteentace 1.80 
2)4' P ORS “oe: 0 eGR 6 cececccocoessascstueuese 1.90 
3". en 6s0 de 60s Gh in on ae ogilees 6cebedgewdvétastoceend teas 2.00 
| eee eee eee eee Sovccen Jsauedusunedeess bh4Ke 2.20 
cheb Ga dedibetipiesa Muwaune-adh Joeceheersececoveseorscodecsecece 9. AO 
COOP DNR a si cacicdencccet 0 8068s Cdeevececerocenvcceccessen 2.25 
No. 15 Buzzers 
Si Price 
iN MS eutsn cas cocccccnsadeatesedcesessccsoeocs: 3.95 
2h"’x ie: mi 1.50 
Hl xl 1.70 
3’ x 2’ i 2.00 
334" x23 2.20 
Iron Box Bells 
Small 244” Iron Box Bell Non-Adjust. Dble. Magnet............... - $-.75 
Fancy Gong Cow or Sleigh Non-Adjust. Dble. Magnet..... ah eas ¢e 1.65 
OECD? TOO... . 2. scsccatesbpi sar dnensssc sea eld dendse 1.65 
6” Large Iron Box Bell for Battery Current. ..........ceccececeeces 7.30 
8” ae i oem as SD  Aeeeee ee i cencalie beeeees 10. 50 
Buzzers 
Small Iron Box Buzzer Non-Adjust. Dble. Magnet ................. $ .75 
es St CU Ds on dosed CLS abe bo stadewseetecacs 1.10 
Se See MEN, ioc anecd uss 4s cb bd ee cedekes gua hebb texas 1.85 
oS 8 7 RR ee ere a eS" ee ae 2.15 
ee eT 8 | See er ae oy ee, ee 3.35 
Wood Box Bells 
Regular Type Large Type 
2s" a ; 6” ae: $ 6.55 
4 8” ae 8.00 
rs ° ‘ 10” me 13.10 
Standard Cow or Dinner.. ‘ +. 97 eee 11.25 
IES. « nn.4 6-00 abso o ; 6” | ea oC ae 13.05 
4” P eghiats 6 codecs e ‘ GS. dee ccanscubed's. 13.75 
a Ch csercbunecentanns ; 6” ee Ey) 16.00 
"mac athins dele sh aie 10.00 
P. R. Stanley & Patterson 
2 La 3” 

Name No. Description Buzzer Bel Bell 
Competition 400-1 Dble. Coil Non-Adjust. $ .60 $ .65 oie 
Eclipse 200-1 = > - “ .90 .95 $1.05 
XxX 211-18 7 “ Adjust. B 1.00 1.05 1.25 
Marlo 221-29 a = ~ A 1.65 1.70 1.85 
Eclipse 208 Comb. Bell & Buzzer 1.25 2 &- ee 
Competition 402 - eo Seu 1.25 Fc 2S FF 
a 331-34 All Nickeled Bell 1.50 See bese 

240 Watch Case Buzzer Ko cuteness oe 
P y 238 Monitor Tee “> 
4” Cow or 
Name No. Description Bell Sleigh 
y ~ pga 400-1 Dble. Coil Non—Adjust............. ...-. sbees 
~ se 200-1 ” allt a Seah aeee esses $1.35 aus’ 
xx 211-18 " © Aiiemiit B.. isc cscces 1.60 $1.90 
at 221-29 a m1). Mibu dando ceed 2.25 2.65 
Eclipse 208 Coan, Belk: & Baamer....cccsiccccvas ppqee ort eonsy 
Competition 402 We wa), Ee ie eine cts com then ° 
Midget ns. Cn we EE Nc cetaseaaeeace:. hues . 
P. R. 240 ee ee ee ee 
P. R. 238 PE acacabatdbectectpacehvinws "kaaes 
Schwarze 
Buzzer 2” P 4” Tea 
Single Coil Bell No. 31 & 32.... $ .60 $.65 $ .80 $1.50 $1.35 
Two Coil Bell No. 311-321-331. .55 .60 -75 a. . akees 
Combination Bell & Buzzer No. 

CME toe te lcs k sn  euliiad en @¢uec6. ‘abaeet 1 demas 
Flush Type Buzzer No. 315.... 1.20 hee. seme" Boeee.  -weebas 
Door Bell 26A or 26D.........  ..... OS ee ee oe 

SKELETON BELLS 
Any Make 
o ” 4” 5” 6” oe e o 
Class A.... $5.75 $6.10 $7.25 $9.40 $10.60 $16.00 $25.00 $31.00 
7. Birogs: eee: a4) .,4@-. 1.2 8.95 14.45 21.40 27.60 





BELL PUSH BUTTONS, TREADS, ETC. 
PUSH BUTTONS, ETC. 
Ansonia 





Round Stamped Price 

2-33 ee et ches bude dbase vc gthtn rine + al $ .75 
506 pi gg ee ee a ee A eee .30 
507 ra? ane Heices Ds cake ce é detec 6c tego dbebtanes boot .50 
513 15 Diam. Loose Back vbeed ee eee 95 
514 SO ee aac cdebceaee base a "45 
515 24%” « a a EST IR 0 A "BS 
527 AER RE NS ERE A AS aS PF ae 40 
579 Sa Ol SE. icus bat bukbnteesadccdbankre 75 


ELECTRICAL CONTRACTING 

















Bell Push Buttons, Etc. 


PL-7 
Brackets for Insulators 











BELL PUSH BUTTONS, TREADS, ETC.—Continued 














TABLE AND FLOOR PUSHES AND CLAMPS 





























































































Round Cast < ty Patrick & Wilkins 
oes 234 * Loose Back sulk dap Pra one So fy ee ots bnansiie #1.9) | Improved Table Clamp N. P. Finish.............sscsssecseseseooes $0.90 
512 28%" Jace ye E I  t BRAE A IORN Sie BAe: PRROME SUOOE WIE UND apcpdiecava ss conseessackstdongnerdueedeette 1.10 
540 “ “ Nae Set AR LT AS A BN Be ahh Pe ae Siam! \| SeROONOG: DIN I on. 6503 tes usb onkee y's Viede one cele cains 6% .80 
<< RRA TE DOOR & WINDOW SPRINGS 
Other An " Pu h B tt Fe E ke Patsick & Wilkins 
er sonia 8 uttons, Etc. No. 1 Door Spring....... eS: Becte Window Sone... $ .75 
D-33 BOG PUR 55s 50 he 6 S86 65 oB EFUB GK Seles 0c vgn Hd $ .75 | Make & Break Type..... , Doub! "70 
4 Stamped meaty g -” ihaplnasiey Sire ements. 7 ae .75 Transom Spring. poste: 1 - 
MES SK eee geeeeesonsenveceeeee . ; H ; ; 
505 ND I I te ag dite 6 'n's's't AGLE 4 ase ¢ das.o-e nam .60 Closed Circuit Does Sorcag = Cis. Crome Window Spr. S 
521-524 Stamped Push Se Dg te Re oe a, 7 Beer ay, ir .75 COMPOUND OR MULTIPLE PUSHES 
528 to 534 > M REE ERR teen tere e eee cere eeseeeee .95 Patrick & Wilkins 
536-537 atte tee e eee e eee ee ences 1.00 1 2 3 4 
oy Oblong oot SS dnl} bu: 4. 6's eis khan Otic ua eo He Style Butt. ae. Dutt. : 
| Matin spnare see sccssecessocnecetee serene .-7e No. 3 Wood For Wall Use. Single 
544 ee eR Ae pn DS Bee Re 1.20 ag 4 yy oy wy sbiekcs ms $1.50 $ 1.80 $ 2.35 $ 3.00 
Gh -t-8 Fits ; a whe oy 
ro Bags eae Se Sop - 4 Weighted For Desk-Use.....---..-, 2.60 2.95 3.50 4.25 
545 4 “ “ Pate 3.75 , a A my Angle Type Weighted .28 
ind or ‘ eeoeeVec cee tue tesbesdeo -“Sebes 66660 j= 606006 . 
ae Oblong i Gus oe Ee S'S Sg A Ee. i .- No. 10 Wood Base For Wali With 
548 “ Sgle Gang. Jeg ing: «Harti biaeiellle Sea a te “75 Card "Helders eee see eseceseeseseese 8 seees 3.35 3.75 4.00 
349 «BG OEM eI, 1 1BB |, Ne, 12 Wood! Biase’ Same As Above 
562 I is 5 ch aiaaie y <5 ewe tns5 95a. 5 web Rie ahs .60 | Bui Weighted For Desk Use........ «. ze 3.75 4.25 ae 
at Diamond US Lp haved obsns ocxltanetedd bebasiond 70 Style er Butt , a Butt Butt. 
Wood Push Burton..2220.02 III, 138 | | Ne8 Wood For Wall Use. Single 
able Som as Cord, Floor Push or Plug.............. * me ag tg meg og te Bur $3.50 $4.00 $495 ...... 
oor Push No 0 FROM RRR PI ie aaa ‘ pee A 
Under Floor Plate No. 561 Nickeled ...... 0.0... cece ccc cece ccc cees 90 | Weighted For gretg t S Weidhied 4.95 5.60 6.75... eee 
Combination Floor Pushes Complete ue pai b 6S SN NVET OCW TETTewewes ¥ MA LA, «my Angle Type Weighte 13.75 16.00 $17.50 
EN xc neck thnwhbst¥d~ duce f peak te hhh thd a a “ponerse . 
Datey Pinas Trend Coaiguete. x 306 is dig ab wth S ides nec cescesscenes 1.55 one Base For Wall With 4.75 6.60 8.00 
Edwards No. 12 Wood Base Same As Above 
— 2" Di —— ~ tp Buttons P But Weighted For Desk Use........ ...-- 6.00 7.50 8.75 : 
°. ** Diam. Roun .25 j 
No. 601 ** Diam. for Card Round .40 MULTIPLE PUSH BUTTONS 
No. 603 ” Diam. Round -25 Couch ‘‘Pushrites’’ 
Neos Oral oe “Giz” CORR meee ee eee eee eset eeeeeseseseseeese 30 With Card Holders 
™ wre Obiong Push Buttons SPARES eee e see ©] Nember Wood Base Type Flush Brass Plate Type 
No. 602 2 Gang for Cards. $1.05 of Lt oy Base Weighted Base 
No. 604 Obl one eeereeee Poe eee CECE SS eCEC eee eee eee Se “40 Buttons Numbe Price Number Price Number Price 
ro Se hemes Soseseecerssenccescscceascesoseenscescsoues - 4 7900. $ 3.35 7980 $3.75 7940 $ 5.00 
See betes. ke. tides oe dds aacGbbit add neecsmbiet ase é 4.60 789 co Ce ee 
Bio: 07 Single tee Ra A RR Se PAS 40 4 ms. 5 80 7990 6.65 7950 9°15 
eee). Vir aL 4 aes beh vlad Nicdekh bce ansshesocsketeecns aie 45 12 7921 8 30 79010 2 60 7960 13 30 
16 7930 10.80 9020 
DESK BUTTONS 20 793 13.30 7902 15.40 797 21.60 
vo we , - COUCH UNMOUNTED PUSH BUTTONS ‘‘WORKRITES” 
No 83 .. one ° ‘3 No $33 + Tiga... eT ten OF fer 86? Milne corer rede de anvacseosenenss $0.50 
No. 620 %” * saekh “45 Ne. 625 %& * SOR Sa ae Adaptor No. GUBE Sor Bm. oo oon ooo ooo 5c ee co w'sinb ccs neiesenccc .05 
= —~+ ‘poe BRACKETS FOR INSULATORS 
war 
No. 235 Floor Plug with Remov. Plug & Extension.......-........ 3 .85 oo RACKETS 
a = ae — _ SR ee rT éedunee onedasbu er ba BRAC Each 
o. abie MEER cdc cccccedsecsceececeessboescoosbccceccsece _% ” , ° Ad ° » 
No. 67 Pendant Push Oak or Mahogany $.65—White. ......... -75 : ” a2. 2.-  Teipeead es, nat 4 He Zz, =z. nee Sea. i 
No. 68 Metal Pearl Push... SeOCOe eres eeeseseseseseeseeseseeses . 1 ort urs aeeeeee “10 aS po SEmareereccees 12 
DOOR & WINDOW SPRINGS PINS 
. Lo 8 Tio 1% Via 
Number...... 28 30 30C 32 39 236 oT Fue wcccokpeh a } é 0" ..... eee x 
pe $.60 $.90 $1.10 $1.60 $°45 3°50 $.50 $1.10 Fiat eseecesccecs 05 Oak iis x9 0 ecee 08 
tah 0 He annia Se he been HOUSE BRACKETS WITHOUT INSULATORS 
ROUND PUSH BUTTONS seani bag > Cornee T 
t eavy lype rae ype 
Stained Wood P Partrick & Wilkins inte Price — Points Price No. Points Price 
ine FE ae ee en ee ee eee ae re) $.45 150 One 30 
ra ) ang pout We. 8. . saeco sepes.es ee 4 ae ba ¥ 4 pm x4 
la pen. ose uble Cont. : . ‘y 
Oak Triple Contact No. 1. gtttste: 0. ee Three .95 354 Three 1.15 342 «=6Three .90 
Sast Brass re tone : TO 
Eg ee Se See rer ert ot WIREHOLDERS WITH INSULA RS 
EE . Ci Rs PG Bon ici cds cnce cndssevecsdisdh scsbadbhede . Peirce ‘ 
I Ey BN dns os vow ang «Ob naand Claes a a cals tiene : Wires Spacing Price 
OSes We SET Is inns bn o caw hondkessues ocedecwt Oke .40 iat One ; 6. 
“ 0 135 
DESK TYPE 3 Rite 6 “60 
Partrick & Wilkins 299 “ 9 .65 
Midget %” Hole. Pearl Center.........scceeeseccceeececicesenccees $0.85 | 394 Three 4% . 85 
Desk 54, ” Fiele. PS reed ont Aad Bi ehcp dc cbc oes .40 | 396 - 6 -95 
ite my pat = ES EE 8 ge -) ee ra .70 
Multi sae Hole. REELED ESE NE LS ENE FT 1.35 HOUSE RACKS WITH INSULATORS 
Pony i De EE. MO GORE iio vk nsndbn den Seevepas eh. ae 1.85 Peirce 4 
N Wires Length Space Price 
OBLONG PUSHES 183 i 6 r) 8.45 
Partrick & Wilkins 396 H s . ‘3 
No. Price 3 
16 Cast Brass + ee) Screw Cap Sis Bias ein chk 6068646 i eda Bakes dee $1.65 386 3 18 S 1.3% 
is ae, Minne eee 2.35 SECONDARY RACKS WITH INSULATORS 
80 Wrought 434x194 One Pigee. 20200000000 IIIIIININE :30 Peirce - 
eS a a Ee Se See ne EY .35 Light Type ; Heavy Type 
708 Wrought Push & Speak One Piece... .. 2.22.6 eee eee eee 1.35 i i No. Wires §& Price 
IA ORO UME fp Sertercnsiassranpaechesanesestor sins 215 | NS, lie a 76 2 8 $1.80 
908 3 me Read aVaCkOMUESS Ct Somes eM Tee Coe ote 2.95 | 376 3 6” 1.30 378 3 8” 2.05 
909 4 a cat ee, ae Coe ee TE Oe. Ser 4.55 1276 2 iad 85 ie. 6 38 8” 1.80 
1376 3 = 1.20 1374 3 a” 1.0 
cee wae 3768 a ee ce XC 
Compound Maples Button. ........s0sescecceesccccees és Cownnindics $3.09 INSULATORS ONLY. FOR ABOVE BRACKETS 
4 ev ieededeved. sous dedunsduc tens deme eeccee ° Peirce ‘ 
Ss Bee eee Cote Fined. 6b. oie daluch < sbnch csccducsocctsatensd -55 
ee EY "  cncvauc odign swdandeteoadendseooweseencs .25 | 855 Insulator...........-- $.20 1602 Insulator ba cen do Siaka $8.12 
Wn Menten Sar GNs0e iis 5 i.55 is S055 <ciend 6 iene Seecewad vncwewwes 40 | 356 OF cvepinebastde -25 a . "ns  sknetepests -10 
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PL-8 
Brackets 





















Light Type Heavy Type 
Price Price 
No. Points Each No. Points Each 
108-10 1 $.25 109-10 1 $.40 
- obi 123-6-7 1 .35 
108-26 2 -60 109-26 2 -80 
108-29 2 -65 109-29 2 .85 
108-36 3 -95 109-36 3 1.20 


HOUSE BRACKETS WITHOUT INSULATORS 
National Elec. Products 


No. Points Each 
1 $.30 


Corner Type 
111-10 
iii-29 2 
111-36 3 


3” x4” Round 
$.12 


ROUND FIXTURE BLOCKS 
Solid Half or Full Plowed 


4x5” Boned 5 x 6” Round 
$.1 $.18 


Ceiling Button—P & S Porcelain No. sie Sieh Ket ovécenbesPaniceeen 3.12 
Switch Bases—See Snap Switches Page PL-19. 





CORDS, FIXTURE, LAMP AND HEATER 




















Light Type 
No. Points Length Each No. 
104-10 1 5 $ .40 101-24 
104-26 2 11 .85 101-28 
104-33 3 11 1.00 101-34 
104-36 as 





18 1.25 101-38 








5 
Insulator Only 101 





HOUSE RACKS WITH INSULATORS 
National Elec. Products 





Points Length 


Heavy Type 
2 - 
= 13 
3 13 
” 21 
4 17 
5 2 


Insulator Only 








Type 
Single Cotton Covered Cord—Light F-64 $.01 3.02 
Single Cotton Covered Cord—Heavy F-32 
Single Artificial Silk Cord—Heavy.. F-32 













WIREHOLDER ACCESSORIES 


° National Elec. Products 
No. 5000 Corner Chair.... §&. 8 No. 5040 Break Arm Strap.... 
No. 5020 Insulator........ No. 5051 - <a Boit 
No. 5021 U Bolts & Nuts... 10 No. 5052 T Head Screw. ...... 














SINGLE POINT WIREHOLDERS 
National Elec. Products 





















No. No. No. No. 
| ee $.25 5311.... $.20 5411.... $.35 | 
icc eece .35 6314.... .30 5414.... .40 5513.... 
a .45 §315.... .35 5415.... -50 5515.... 
WIREHOLDERS WITH INSULATORS 
National Elec. Products 

For One Wire For Two Wires For Three Wires 

o. ac No. Each No. 
* ) eae $.30 No. 5002...... $.60 SS ea 
8 ee .25 <— ior .60 No. 5023...... 

WIREHOLDERS WITH INSULATORS 
National Elec. Products 
Light Type Heavy Type 

No. Points Length Each No. Points ngth 
105-1X 1 Game '- ‘seane - ihe 
105-1 1 6 .30 106-1 1 6” 
105-10 1 4%" .30 106-10 1 6” 
105-26 2 10,” .60 106-26 2 11 
105-29 2 13" .60 106-29 2 14 
105-34 3 13" .85 106-36 3 17 
105-36 3 164%" .90 106-36X 3 17 
105 Insulator Only .18 106 Insulator Only 











B- CUNRIES, BOLTS, ETC. 












Galvanized 


Length 

? iid 4,’ ’ 

" Diam. Each.. $.05 $.05 $.05 $.06 
x bas art .08 .09 .09 .10 


CARRIAGE BOLTS 


sion 8b 


-10 














Galvanized 


Diam. Length 
3” 4” §” 6” ib 8” 


MACHINE BOLTS WITHOUT WASHERS 


10” 12” 14” 










Round or Flat Head 


Diameter 
or 


* Bach....... $.05 $.06 $.07 8.08 $.08 $.00 $.10 8.12 §.12 8.14 §.15 
ee eyecare .08 .09 .10 .11 .12 .13 .15 .18 «18 21 
Pf ccccsee 12 (13 114 115 116 117 119 122 .24 
PP uae 15 116 117 (19 .20 122 125 128 .30 

STOVE BOLTS 













54 


Length 4 Lid Me Ae 

Uptol”’ Long Per Dozen....... $.10 $.10 $.12 $.15 

1%tolk” “ as Wenn we kat .10 -10 -12 .20 
1% to2\4%” “ = ” seeeCas .10 12 .15 
2% to 3” se “ P. waust jane .20 . 25 
3% to 4” © as Oe pita wet nae .25 .30 

TOGGLE BOLTS, STEEL 
. **Paine”’ 
- -” 3%” a” 5” 

Size— Diameter Long Long Long Long Long 

4," Long Price Each btn atwasie $.10 $.10 aa $.10 wae 

Fre 669680 .10 40 $.10 -10 gebs 

fr ° a © aenece .10 .10 .10 -10 6.38 

4; « “  anenwes -1l 33 -12 -12 18 
-— canon 14 


NOTE: For Brass Toggle Bolu—2 times above prices. 








SINGLE FIXTURE CORD 


Single Lamp Cord Price Per Foot 
No. 18 No. 16 ee No. 12 


$. eee 
01% .02 08 $.04 
-02 -03 -04 epee 








DOUBLE LAMP CORD 


Regular Lamp Cord 


Price Per Foot 
Type No.18 No. 16 No. 14 No. 12 


Cotton Covered Twisted Pair........ Cc 8.0314 $.04 $.06 $.10 
araliel Pair........> PO -03 .05 .08 all 
“ “ ‘Twisted Parallel Pair. PD .04 , errr 
Artificial Silk Twisted Pair .......... © .038% -05 .08 
© PGE Fis cocccctese PO .04 .06 .08 








REINFORCED CORD 
Price Per Foot 
Not Asbestos — No. 18 No.16 No. 14 No. 12 
Cotton Covered ime a ad \%. P $.04 $.05 $.08 
= P .05 .07 .09 8. 13 
Weatherproof Light a ok 4." . PSWP .04 .06 wien é 
Heavy PWP .05 06 .09 





HEAVY DUTY PORTABLE CORD 
**Duracord”’ or Similar. Extra Reinforced 


Price Per Foot 
No. 18 No.16 No.14 No. 12 No. 10 
Type PS Light 2 Cond. Pern Cope. $.10 eas sacs OR x ae 
P Heavy 2 > -14 $.17 $.21 $.25 $.31 
P .* * seca .18 .26 .33 -41 





ALL RUBBER CORD 
“Tirex’’ ‘‘Royal’”’ ‘‘Super”’ “‘Indestructo”’ or Similar 


Price Per Foo 
No. 18 No. 16 by ‘No. hes No. 10 
SJ Junior : Conductor Bleck... ..... $.09 $.11 cece 
a ee .10 .13 eves ise 
= 3 . ON ee .13 .16 dees wane ee. 
S Type Heavy 2 Conductor Black. . .13 .16 $.23 $.29 $.37 
~ os = pare .19 .22 .29 .34 .46 
we . * sa iss .20 .25 .35 45 .59 
paths “  Sgle. Cond. Black... .08 .09 .10 1l .13 





HEATER CORD 


Price Per Foot 
Asbestos Covered No. 18 No.17 No.16 No. 14 No. TY 
Stand. Twisted or Wound Asbest. 14, $.05 $.06 $.06 $.10 $.1 
American Beauty Heater Cord..... .09 ‘ 
Rockbestos Heater Cord........... "'07 07% :08 -10 :20 


Price Per Foot 
“Deltabeston” Heater Cord No. 18 No.17 No.16 No.14 No. 12 
$.10 sees $.11 $.12 $.18 


Type A Asbestos Braid overall..... 
“ ¢ Cotton Braid overall....... .08 .09 .10 ll -15 
. “ on ea. cond.. .08 .09 .10 ll .16 


9 ma Cotten on ea. Cond. & over 
ves eoevensecesecosende sé .09 .10 ll :12 .17 


NOTE For Armored Cords See Page PL-9. 
“ Extension Cords See Page PL-10. 
“ Fixture Wire See Pages PL-26 & 27. 
“ Bell Wire See Page PL-27. 





MISCELLANEOUS CORD 


Price Per Foot 


Description Tyee No. 18 No.16 No.14 No. 12 No. 10 
x Brewery Cord.......... Cc $.04 $.05 $.07 giawre tows 
x Canvasite Cord......... cc .06 .07 09 ‘seen sha 
B Bete CRONE. casecccccce PWP .07 .08 ll sad ase 
x Packinghouse Cable..... PKWP .07 .08 .10 one 5 wine 
x Stage & Theatre Cable.. T .08 -10 $.13 $.16 


x Note—These prices are based on less than coil jot trade prices. 





CONDUCTING BELL CORD 


Spun Silk * 
Number of 2 3 8 10 14 18 
Conductors Cond. Cond. Cond. Cond. Cond. Cond. Cond. Cond. 
Price Per Foot......... $.08 $.18 $.20 $.21 $.28 $.88 $.68 §.88 


Note—For Armored Lamp Cord See Page PL-9. 


ELECTRICAL CONTRACTING 
































Cable, Armored 





PL-9 
Cord & Wire Connectors 





CONDUIT, ELBOWS, COUPLINGS, 
BUSHINGS, ETC. 





RIGID CONDUIT 





Cutting & Cutting 
Black Galvd. Threading Onl 
Per Foot Per vest Per i Per 
SE Se eee $ .10 $s. $.20 3. 10. 
, ht eee 5 Le RN -13 e 4 -20 -10 
at dilic nak an 6Stawde den kes he .18 -20 -25 -10 
DIT EME 6 4 cab Raneebectn des 3 tue e -24 -27 -30 -15 
DE ttics+ cela tencuieieedubaves ‘ -29 -382 -35 -15 
Te a kn Oeb ne cdechantesvecone .39 -43 -40 -20 
SE this awh 0b0b occhenedesewess -61 -67 -50 -25 
Ee Pe ee ee 79 88 .60 .30 
PS eee a 1.00 1.10 -70 -30 
Seti b aback 4.0dhide eo ads sence 1.22 1.34 -80 -30 
ELBOWS, COUPLINGS, OR UNIONS, 
BUSHINGS, LOCKNUTS 
Price Each Erickson 
Coupl. or 
Size Bends or Elbows Couplings Bushings Lockaut Unions 
Each Black Galv. Black Galv. Galv. Galv. Galv. 
%”". «15 $ .17 .10 $ .11 $.02 $.01 .40 
4” .19 22 14 -16 .02% 01% 55 
me 28 .32 .18 -19 . 06 -02% .75 
1%” -39 .43 24 . 26 .09 .05% 1.20 
1” .52 . 58 .30 -52 -ll .09 1.66 
el . 83 .96 .40 -43 .20 -ll 3.05 
2” 1.35 1.55 .57 .61 .30 .19 5.90 
pf F 3.63 4.13 .78 84 .40 .32 9.40 
3” 4 3 1.05 1.12 .88 .40 14.10 
4” 9.25 0.52 1.30 1.40 1.40 .58 18.85 
Also on Page PL-10. Also on Also on 
Page PL-5. Page PL-15. 





FLEXIBLE METALLIC CONDUIT 


**Greenfield’’, ‘‘Flexsteel’’, or Equivalent 
5 7 ve “ 7 1%" 
Siagle Strip Per vopt.. .08 §$.10 $.12 $.20 $.36 §$.40 $.57 §$.70 
Double Strip Per Foo .10 12 m= -.3'- 4,82 :..@. . .& 
For Fittings for Metallic Conduit See Page PL-14. 
For Non-Metallic Conduit or Loom See Page PL-15. 
For Steel Armored Cable & Lead Covered See Next Item. 


” ” 7 





CABLE, ARMORED & NON-METALLIC 
SHEATHED 


“BX”, “ABC”, 
SIMILAR 





ARMORED CABLE, *““FLEXSTEEL”’, OR 


Price Per Foot 
No. 14 No. 12 No. 10 
$3.06 


TWO Solid Single Strip $.09 ®. 13 

CONDUCTOR Stranded x“ its seine 
THREE Solid = # .09 .12 “116 
CONDUCTOR Stranded girce ese cite t és 

FOUR 
CON roe Solid i sav .19 weed 
NE Solid on tales .08 .09 -10 
CONDUCTOR Stranded ae Pe ee -ll 
OVALFLEX 2 Conductor os .07 -11 .14 
3 Conductor *....% -10 14 aves 
Price Per Foot 

No. 8 No.6 No.4 
TWO Solid Single Strip ake 2. aed 
CONDUCTOR Stranded si ais $.21 $.30 $.47 
THREE Solid > = ayo re # bang 
age aa Stranded a a ag -26 .36 .61 

Ore Solid in Tyr hid 
Solid al .09 14 Ras 
CONDU CTOR Stranded oe ae .12 15 .25 
OVALFLEX 2 Conductor ne Oe ta aa Regd 

3 Conductor a Oe ag ad 

Double Strip Armored Cable add 30% to above prices. 

Anti-Short Fibre Bushings at BIG COOUh, MOOin 06 is Kav boss he RK SA $.01 
Clips or Staples %” for Armored,or Non- Metallic Cable, BOGEN. <.. cece .O1 





“B X L’? LEAD COVERED ARMORED CABLE 


Price Per Foot 
No. 14 No. 12 No. 10 
$.13 





Single Conductor Solid Lead Coreed caeuees ae eee hs $.11 
- ” Sernaded © - 4660 Fo Ade Shiai Sans nde — $.15 
Two Conductor Solid . © Pe ode 60eceacen .22 .28 -34 
Stranded “ OA bdeeceuwesace eect ove Tet 
Three a Solid » Oi ehedbns saenee -27 .34 -40 
a Stranded “ wT Ci dineetndawe’ aon anal ved 

Price Per Foot 
No.8 No.6 No.4 
Single Conductor Solid Lead Covered....... rere sae fae Mayes 
tranded “ we eee $.18 $.25 $.31 
Two = Solid " ” V) xan baa Oe tte a. $f 
me “ Stranded “ Py aut Maa pleat .52 -76 .95 
Three ~ Solid oe” se dike nee mca Pee aa athe 
be itrcoied:* ae SSP iawe wee yates .62 1.00 1.24 
ARMORED LAMP CORD 
Per Foot 

Single Strip No. 18 No. 16 No. 14 
ee en Le | RR rr rr ere $.10 $.12 $.15 
Ee er errr eee .18 .20 .28 


Add 30% for Double Strip 


September, 1929 








NON-METALLIC SHEATHED CABLE 
“Romex”’, — **Wireflex’’, or similar 


Siz No. 14 No. 12 No. 10 
2 Conductor Without Ground Wire ope oer $.05 $. 087s $.09 
2 Ee ai Ee ae) ea .05'4%4 .10 
3 > Without ” oO .08 aH .14 
3 - With “ es « ai ey erated .0844 11% .14% 
Siz. No. 8 No. 6 No. 4 
2 Conductor Without Ground Wire iN ee keek ee $.14 $.20 $3.27 
2 oe SR i ee re oe 15 21% .29 
3 *“ Without * Tee, eee .22 -29 .39 
3 oe - gree. FF Se .22% .80% .42 
| Fittings No. 14 No. 12 No. 10 o8 No.6 No.4 
Straps “Buck” Each...... 3.01 $.01 $.01 $.01 $.01 $.01 
Grounding Clip 
(Open Wiring) Each.... = .03 .03 , ‘a 
Connectors Threadless Ea. , 07 .07 sa al in 
: Threaded Ea.. 4 10 .10 .20 .30 .50 50 





CUTOUTS OR FUSE BLOCKS 


PLUG CUTOUTS 
125 Volts, 30 Amp. Porcelain 





rice 
Standard Covered 








De Universal : 
scription °. pen Type ype 
Haste Pole—Main Line > ee oP 9 ae: | seme 
ate ale <= AE ae ARR Re 62965 .35 $ .50 
Triple “ hE Oe a es 62165 .50 -65 
Double Pole Basie Bogpes ba hoemed oceans’ 61935 .35 .55 
chs bevenhsés>éunes 62587 . 55 1.00 
> = — RPS + eS ole A 8020 40 pe? 
Triple to D. P. Double Branch............. 62199 .55 1.10 
Triple Pole SMD GN. 6 6:0 cosas swe odes 8042 .65 1.10 
ME Ol bin cbse sheawne s 62135 . 85 1.75 
DEAD FRONT PLUG CUTOUTS 
With Covers 
Benjamin 30 Amps. 4Cire. 8Cire. 12 Cire. 16 Cire 
With Flush Cover 59904-8-12-16........ $1.80 $3.60 $5.40 $7 .30 
With Overhanging Cover 59804-8-12-16.. 2.00 = 10 6.00 8.10 
With With 
Short Long 
BRYANT Cover Cover 
Double Pole Single Branch No. 71935............-eeee0s $ .95 at 
Double Branch No. 72587 & 82587.......... 1.45 $1.55 
Triple to Dble. Pole Dbl. Branch No. 72199 & 82199...... 1.55 1.65 
GENERAL ELECTRIC Without With 
over Cover 
: Circuit No. 2436 & 2435 30 Amp. 250 Volt See $3.65 $1.25 
7. pee ee een Gas FE i cccwaasant 85 1.85 
CARTRIDGE CUTOUTS 
0- 31-60 61-100 
Porcelain Base, 250-600 Volts ine, ion chen 
Single Pole Main Line Enclosed Porcelain. a peeehts $ .35 $ .55 $1.20 
Oe Be PP 2 eee A OS Sree .59 1.10 2.20 
Triple “ = . = - .65 1.55 3.10 
Double Pole Two Wire Siogie Branch Porcelain... .55 1.35 nee 
“Double “ 1.00 3.00 
Double Pole Three Wire Double Branch Porcelain 1.20 3.30 
Triple Pole Three Wire Single Branch Porcelain. . 1.05 2. 60 oe 
Triple Pole Three Wire Double Branch Porcelain... 1.75 4.65 ° 
SLATE BASE 
250 Volt 600 Volt 30 A. 60A. 100A 200A 400A. 600A. 
Single Pole-Slate Base- 250 y aa? S$... $... $1.10 $2.75 $6.80 $9.35 
600 V..... x60 x.85 x1.40 3.00 7.80 10.10 


NOTE—Cartridge Cutouts are sometimes called Enclosea Cutouts. 
Cutouts marked ‘‘X”’ are porcelain base. 











GROUND CLAMPS 
-, i Be a 4. to 3” 
Standard Adjustable Ground Clamps, any make. . &. $.20 
No. 3 a" No: Sf No. 6 
NS ov cvasmiasevotsdgecdics’ $.24 3.28 $.37 os 
8 1%" 

Other Types & %” %” 1 14! ne’ 6. ae z 
Chase Shawmut 3661-68 $.20 $.25 $.30 $.35 8.40 $.45 $.50 $.55 
G. V. A Series 5000. ce a ae Ser ee ee Oe 
G.V. _ S Series 8000. ce we a oe oe a 

STRAPS, CLIPS OR CLAMPS 
For Pipe, Without Screws 
” ” ” 3” 


Galvnzd. Straps, 2 Hole 
Light Steel Straps, 1 Hole 
Mall. Iron Straps. 1 Hole 
P & S Conduit Clamps 


‘OL 8.01 $-01 8.01 8.0134 8.02 8.03 8:04 8.05 
04 .05 


oe os 
.06 .07 .08 90 17 25 145 .70 196 
2 4. .26 
(See Also Page PL-25) 


COLORING & FROSTING LIQUID 

7 ounce 15 ounce 30 ounce Pint 1 Pint 
Cans Cans ottle Bottle 
aieeska chads $1.20 $2.30 





Quart 
Bottle 
ter $4.60 


2.30 4.60 
c Each or : for 5c 
GevTVervs ree veressrenss 44” $.10 Each 


CORD & WIRE CONNECTORS 


SMALL FIXTURE & WIRE CONNECTORS 
Solderless 


Insulated Solderless at or Fixture Connectors Similar to “Simplex” 
“Wirenuts”’ “‘ Marr” rch” “Wirelets” “Ideal” Etc.—eac 
Non-Insulated Sulderlese Wire Connectors—2 Screw—All Metal 


Clips for Loom 
Crowfeet 
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Cord & Wire Connectors Fuses 
SET SCREW CONNECTORS EXPANSION SHIELDS & ANCHORS 
ae - aead . 0 ‘ Ackerman-Johnson—Dryvin—Star—Diamond—Cinch— 
o. oO. INO. oO. oO. 
Wire Size on - : 5 , Packtite or Similar 
Divided Wall—2 Screws........... $.10 $.12 $.13 $.14 3.19 These Prices Do Not Include Screws. 
- - oY pedhbbeanem eake 15 .16 17 .24 Size of Length Inside Takes Price 
Hole Thru = © ‘“etienooess .14 .16 .18 .20 .22 Hole In Inches Diameter Screw No. Each 
7 » 4  seessesecén ocve read sees eves .25 %” to 134” yy’ 5-6-7 $.05 
° tol 4%" 5-6-7 06 
No. No. No. No, No. - 1% & 1%” \” 5-6-7 -08 
Wire Size 2 1/0 2/0 3/0 4/0 “4 4” 1%” 8-9-10-11 .06 
Divided Wall. 2 Screws............ $.20 aide 4%” 4"-\%"-1" 1%” 8-9-10-11 -06 
? “4 © "Goxewdenaiee -28 $.35 $.42 $.70 $.95 %” 1" 4%” 8-9-10-11 .08 
Hole Thru 2 * Savevedesesd .30 .36 nen cons aan ‘fe 1%” vg 8-9-10-11 .09 
= - 4 ~ pbabendetbas 34 .38 . 55 .70 .95 2. 214” 6” 8-9-10-11 -ll 
“ lt Poa i: 12-13-14 06 
%” 1%" ’ 12-13-14 :09 
DOSSERT SOLDERLESS CONNECTORS age al i: 12-13-14 “I 
Up to 3 to tpn } ” is, pa : 
Size of Conductor o. 4 No. 1 No.0 No. 2/0 No. 3/0 No. 4/0 te" Up tot 4, LY md » on 
2 Way S & Elbows... § .65 $ .75 $ .80 $1.00 $1.20 $1.40 ta" 2" vad 15 to 18 “14 
Cable Taps........ 1:00 1.10 1.20 1.40 1.75 2.10 ° Te 1%" se Bi eT 
3 WayS&Y’s..... 1.00 1.10 1.20 1.40 1.75 2.10 ’ 24° se i018 '. 
Lugs—All Types.... .50 .60 .60 .70 -90 1.10 7 
CORD & MOTOR CONNECTORS LAG SCREW ANCHORS (Diamond or Smaller) 
Complete Body Only Cap Only 4 Pt 20 7 - 
Arrow No, Price No. Price No. Price Takes Lag Screw % % " 47 4 
Midget Comp. 8238 $ .50 inth, -", neues apne iolateia Price Without Lag Screw. .$.14 $.14 $.17 $. 3.36 
4 Arrolite 8239 .65 prone ae wif vase | pakes Lag Screw %" 4” %" 1” 
Motor Conan. RP-8221 “55 8221 $.50 RP $.10 Price Without Lag Screw.......... $.42 $.62 $.90 71.05 
7 ys RL-8221 -65 8221 .50 RL -20 
« « Riveeaae 300 fae ORM 8 
“ “ TM-8222 [70 =: 8222 50 TM 25 FUSES 
= = RH-8224 .90 8224 65 RH .30 
- ™ RG-8281 .90 8281 65 RG 30 
- . oe = ‘—  soees sees cose 
ng - 4 to 9 7 ee cone cone 
Motor Conn, KR-130 .60 130 45 KR -20 Standard Plug Fuses—Any Make—$.07 each or 5 for $.25 
- yo KG-103 60 103 45 KG .20 (Some Manufacturers <t eee fuses up 4 in a box, in which case they 
“ ws KT-130 . 55 130 45 KT -10 | should be retailed at 4 for $. 25. 
Hubbell 
Cord Connector 5894 -60 5574 45 5896 20 
e . ow > we > aa + 4 ENCLOSED FUSES, NON-RENEWABLE 
S we to ° Pod ore ‘ 4 p34 jo Non-Indicating Indicating 
e 7 .6 4 .4 ° . : 
“ “ 7083 1.30 7084 "85 7056 50 Price Esch Price Each 
“ “ 7090 1.80 7001 1.10 7092 80 250 Volts 600 Volts 250 Volts 600 Volts 
“ “ 6408 1.25 6409 90 6149 5 Fuse Fuse Fuse Fuse 
Weber $ .10 an. ©: & $ .40 
; . . - - .20 .40 -33 65 
Cord Connector 2274 .60 .74 .45 2200 .20 60 1.10 "05 1.75 
Wirt 1.20 1.85 1.85 2.90 
Cord Connector . 56 55 2.1) 4.10 3.35 6.35 
NOTE: For Attachment Plugs and other capsp—See Pages PL-16 & PL-17. $ = a 4 B . = AF 
E-SUNDRIES RENEWABLE FUSES 
Fuses Links 
to DU... cues e ° ° ‘ 
"EXTENSION CORDS—MADE UP Sh RE O. conesees 1.00 1.25 05 .06 
With Attachment Plug & Socket, but Guards-Lamps & | ,°5 t0 100..------- re 7. = -- 
Handles Extra 225 to 400. ........ 7.50 11.00 .30 30 
With With Reinforced With Artificial 450 to 600......... 11.00 16.00 -60 60 
Length a ee - —— 
in and Key an ey Socket 
Feet Socket Key Socket Twist. or Paral. FUSE WIRE 
No. 18 No. 18 No. 16 No. 18 No. 16 et te Me os Caden detnsccrneseas \ “y 1 2 
Twisted Price Per Pound .........0.scee00: $65.00 $6.50 $2.60 $2.30 
@ Fettecccccccs $ .95 $1.05 $1.10 $1.00 $1.10 POEs TOP SOEs < 6 coccoccceccoscces -O1 .01 -O1 .O1 
6 e 1.00 1.15 1.20 1.10 1.20 
s 1.05 1.25 1.30 1.20 1.30 Shae te BaNSB. « ccccceccccce 3 5 6 10 15 
10 1.10 1.35 1.40 1.30 1.40 Price Per wit! Lchmese eens $1.95 $1.50 $1.50 $1.30 $1.30 
12 1.15 1.45 1.50 1.40 1.50 Price Per Foot. ........+++ -01 01% .02 .02% -03 
14 1.20 1.55 1.60 1.50 1.60 
16 1.25 1.65 1.70 1.60 1.70 Sige in Agee. o-ccccccesces 20 25 30 40 5 
18 1.30 1.75 1.80 1.70 1.80 Price Per Pound. .......... $1.00 $1.00 $1.00 $1.00 $1.00 
20 1.35 1.85 1.90 1.80 1.90 Pries Per Fest. .<cccccccce .04 .05 -07 .08 .10 
22 1.40 1.95 2.00 1.90 2.00 
24 1.45 2.05 2.10 2.00 2.10 See ie Amps. a: sn 00 $1 20 si 50 ghee eee Ry 5 
; rice Per Poun a J ‘ z 
bar we ey Price Per Foot.. 20 121 22 124 "25 
Socket * "Fuse ‘Surip Any Amperage. . . -$1.00 per Ib. 
N » ee No. 16 N 1s" 16 
o. o. o. °. 
OE SRS apa $1.25 $1.40 $1.45 $1.55 OPEN LINK FUSES 
S * cedcccensscoscecsec . ° 
I Feeeteersteroqives: ¢ 1.65 1.90 2.05 2.15 Small Wire Type x 
>’ © davancesepeannsnae 1.85 2.15 2.35 2.45 Size in Am to 30 to 60 65 to 100 
BE mergers cei ce 2.05 2.40 2.65 2.75 gage -eaebaietaaes Amps. Amps. mps. 
TF iinpap eile ae adie care 2.25 2.65 2.95 3.05 Numbers. pasesec PPeTTTTT TTT 00-0—1-2-3 2-3-5 
ee ae 2.45 2.90 3.25 3.35 PUES BAG dccccoccccsccecces $.12 $.16 $.22 
Be -  eeccbbsecccccadodes 2.65 3.15 3.55 3.65 
St es a nahche deca boas 2.85 3.40 3.85 3.95 Large Strip Type 
ae  , neeetbahectseestese 3.05 3.65 4.15 4.25 Shaw te AGB c c'cccccccccccecwovccess 25-100 110-200 225-400 
i, re eee 3.25 3.90 4.45 4.55 Numbers... cccccccccccccsscssccesses 7 7 to 16 10 to 16 
PU Nc 006000660 ce qccccceccendsd $.22 $.30 $.60 
ELBOWS & BENDS Size in FR ee MPP ee ne 425-008 609-300 a0. 1500 
TD os cuesedeecnsendoe+eeedtots to 
For Rigid Conduit ee, ak es $1.10 $1.80 £6.80 
Size 4" o a mm” 1K" 
BRash.. . o seceveccocosesccoecccs $.15 $.19 $.28 $.39 $.52 
Gn cen ssectphdescb odes beceeh 17 .22 .32 43 .58 STAMPED SHEET METAL LINK FUSES 
Size > ag 2%" = 3%” 4” Pyne of Thad... odecdcccccscs B Cc D E-F-H-I-L-M 
Black..... sb0éb o6660000006 60066 $ .83 $1.35 $3.63 $8. 00 $9.25 Ese C DAsRORSS. csccccccccecs 1% 2% 2% See Catalog 
lls ce cin trnndedetdoetavéut .96 1.55 4.13 9.13 3 eS OS eae $.12 $.12 $.18 $.35 
56 ELECTRICAL CONTRACTING 
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Fittings, Conduit 


PL-11 
Fittings, Conduit 





FITTINGS, CONDUIT, THREADED 





STANDARD TYPES, COVERS EXTRA 
“Condulets” “Taplets” ‘“‘Unilets” “V. V." ‘‘Electrolets”’ 
*“*Powerlets”’ ‘‘Adaptilets’’ Etc, 


Type oo o 1” 1 ve 1K” 
A 1- Piece .33 44 $.60 $s. $1.12 
5 = = .40 .50 -70 1.12 1.47 
ae © oon me ohne 1.75 2.10 
Salli -85 1.05 1.55 2.38 3.15 
c } © .50 .57 -83 1.32 1.71 
oo ° -70 -81 1 1.75 2.25 
SS .48 .58 1.32 1.71 
» = = .40 -50 70 1.12 1.46 
F 2- * (See Page PL-13 
LB-LF-LL-L my Special Form 6 Fittings See 2 Fags PL-13. 
LBB-LFB-LLB-LRB ‘ -63 -81 1.96 
LBL-LBR-LU-LUA ‘81 1.12 1.33 175 2.80 
T All One Size -67 .80 1.12 1.71 2.37 
TA All One Size .98 1.05 1.40 2.18 3.22 
gt Ns -68 -81 1.12 1.71 2.38 
U-UB-UF -68 -75 1.10 1.76 2.35 
X All One Size -84 1.09 1.47 1.96 2.50 
Gaskets -14 -14 -21 -28 -28 
Reducers -21 21 -28 42 -56 
Unions -63 -70 1.05 1.48 2.52 
2 2 ” | 3 7 a” 
A 1-Piece $2.32 46 $ 6.50 $10.60 $11.70 
» * 3.00 5.46 6.50 10.60 11.70 
B 2 * 3.65 5.46 7.30 9.10 16.65 
| | Slated 5.45 10.60 11.70 19.90 22.10 
Cc 1- * 3.40 6.24 8.10 11.70 14.30 
omni 4.46 6.75 10.27 6.38 17.95 
ee 3.40 6.24 8.10 11.70 14. 
ee 3.00 5.46 6.50 8.3 11.70 
F 2 * vase 5.46 7.30 16 
LB-LF-LL-LR For Special Form 6 Fittings See Bape PL-13. 
LBB-LFB-LL. 3.50 6.50 8.45 -60 
LBL-LBR-LU-LUA 3.72 8.52 caer. ¢ | ecaies wie 
T All One Size 3.58 6.50 9.75 14.30 16.90 
TA All One Size a <- camdia oo pie \ eaSeen) taken 
TB-TL-T 3.58 6.50 9.75 14.30 6.90 
U-UB-UF 4.20 7.80 10.15 16.38 18.75 
X All One Size 4.90 7.80 13.00 16.90 20.80 
Gaskets .35 .52 -52 -65 -65 
Reducers -70 1.30 1.76 2.60 3.58 
Unions 3.78 6.18  ’ eer eevee 


NOTE: For Special Prices on Types F&LB Entrance Fittings See Page PL-18, 
















COVERS 
For Above 
oe bm 1" 1%" 
Sheet Steel Blank Met. Cover...... odewes -ll .15 $ .33 $ .45 
Cast-Iron easeedecadce’ eae .31 .59 -70 
Porcelain with Holes......... jetsseauins cm -22 .35 -61 
Metal with Nipple. ....++sseeseseeees -28 .35 .59 -65 
tl we uakpistieseshanedas. ae .40 . 54 -70 
oe:  »#  ceitetenesneneaseqe ctl -42 . 56 -73 
Porcelain wit ~— eedocsecocecsss aD .42 .60 .82 
SoC epcceseeeoens 42 40 .67 .88 
wi ed eseccbosecese 49 . 57 74 -95 
aceite Drop Cord,’ nanan eebecsccone |) pan . 56 -70 aes 
Porcelain Weather, f Sockets...cccoe.. 223 -35 . 56 ae 
Composition with Holes ceavecsboadee. ~ ae 42 -70 1.40 
Composition Split with b Holes. weesbaencee >. ae 84 1.40 2.80 
aS 2” 2443" 34a4" 
Sheet feast Bigah Met. Cover. ..sessseess $ $ .79 $1.05 1.12 
Cast Iron pececdoosces. cae 1.26 1.61 1.75 
Porcelain with Holes skebe deceeecetoseces OE 4 1.12 1.26 
A Wie eeceeescsece ~ oD oben eos $e 
éneocos obaceckeotece ~ ae eee seese seke 
— om © Ci astabe ecehedetine Lanne obee eoece inne 
Porcelai N peccteoessed 1.01 aéwe evese énee 
“Te i bg Se eorarwsanha 1.08 eee oe eeee 
e om *' viva Sdspessanee 1.16 éo0 o2eee sone 
Sesestitei ler Siete Cant aaah cuke dee’ ones wagh oocee acne 
Porcelain Weather roof Sockets Kea kes aed nahn page cece oe 
Composition with Holes. ...........+++++ 1.55 1.68 onece e 
Composition Split note h Holes bee nehpoeads 3.10 3.36 ee 
RECEPTACLES & ROSETTES 
For Above 
For Description See Crouse Hinds’ Catalog) ss x < 
Longs Receptacle without Shade Holder Groove... fis dhs 50 
- with Shade Holes Orme es emtoone .42 , . 
Rosett t ipple—-Male e e 
Cord Rosette rin 0 ae Outlet 1. Bieeybepenencetiiey 50:86 
Polarity Plug Receptacle fo for Hubbell “6 x gpeceanees a os - 
Attachment Plug Receptacle for Hubbell 6 Amp...... 56 -63 -70 
FS SERIES FOR FLUSH DEVICES 
Shallow Type Without Covers, Any Make 
No. G pid iy % % 1 
o. Gangs utlets 7 ” ’ 
One FS-FSA $ .91 $1.06 $1.19 
mye sye Two  FSC-FSL-FSR- 
FSLA-FSS-FSAA 1.05 1.26 1.54 
« « Three FSCA-F 
FSCT-FST 1.40 1.75 2.03 
“ « Four ere 1.68 2.10 2.38 
Two Gang Des FS-FS 1.68 1.82 1.96 
o «@ FSC 1.82 1.96 2.17 
Soe Three FSD 2.03 2.17 2.31 
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FS SERIES FOR FLUSH DEVICES—Continued 
















No. Pipe 
No. Gan Outlets Seri wd nl a 
2. Ga ing Tandem One _ $51 Cs 3. 59 
Two FSC 2.45 2.58 2.73 
Three Gang One FS-FSA itooe 2.52 2.73 
Two eos 2.66 2.87 
« « Four FS 2.73 3.01 3.32 
Four Gang One FS-FSA eades 3.08 3.36 
ad S Two FSC-FSSE ameee 3.29 3.50 
« « Five FSD 3.44 4.00 4.34 
COVERS FOR FS FITTINGS 
see? 
Metal Cover for Std. fret Pak Se Ps sistas ckccewsdas & a "do 
Tumbler or toeee Switches. ...... és -21 -42 
« © SE a5 cdi ccceccces ssanhs -21 -42 
Metal Cover for Single Flush Reeeptacie. yiseGaesceoenecas -21 42 
= Duplex Flush Receptacle. .........-...0: .42 . 84 
« « with pitt Coven. A rR ea -& 1.68 
n Y See BS Parace sol Migginnee badeees 1.3 2.24 
e Stsikdueon habatnee eae ee yi ose 
Was oe 2a a ee 
Blank Metal Cover a eeaiemn eT epee hseseneeens is .28 
Ns SamesL 6 ces. vende geececses 6 < -70 
Poreelain Cover wits Halen wb ee wie 6s sien ena Vn Ghepocecese 38 ene 
Cast Cover with Guard for Push Switches. ...........0000+ 49 81 
3 * 
Ga G 
Metal Cover for Std. picch Pel Miibetid.<...c0secccessc:® an. Oke 
“ “ Tumbler or Toggle Switches.......... -63 84 
: m ot. Spe wh REE ieveae seedee ‘= ee 
e Flush Rece eyes < e 
« « « Duplex Flush Receptacle. . eee ery eens 
« « pal Lift Cover....ccccccsccccces See -86 
e “ for Disa Door Receptacle. ........eseesees édoee esee 
2 2 1: codesocecceedbecvecnces soese esee 
e e « eee eee eee eeeeeeeeeeeeee eeeee eee 
Blank Metal Cover Sheet Steel..........ccccccccccecesese 66 fA 
e « S * Combate. «2.6.0 pabentnoeneetse OO, 1.40 
Senesisbe Conce with Wien... a ee coccvecsoce! pene osne 
Cast Cover with Guard for Push Switches. ...............- 1.40 1.96 
METAL COMBINATION PLATES FOR FS SERIES 
2 Gang for One Switch and one Sele. or Duplex Receptacle. .......... $ .70 
2 Bull’s Eye with Ruby Glass.......... 1.76 
. = © “ One Receptacle & one PTO UIND. 6 450canesuss 1.96 


ye 
NOTE: Although our prices on conduit fittings apply to all makes we use 
Crouse Hinds’ numbers and lists for convenience. 





G & H WITHOUT ADJUSTABLE BAR 














Tyee 
Crouse Hinds 
or Similar 5 Amp. 1” ut” Ane. ™ 
Tat SERRE ORS jg ee he $ ‘70 $1.05 $.70 8 91 $1.19 
ee cra velehde dha ‘77° (1.12 77 1.26 
CE linc ccccesee ‘98 «1.88 ‘08 (1. +1} 1.50 
GTA-GX..... Selied bachie 1:08 1.19 1.68 1:19 1.40 1.82 
= ohne evens y Betas 1.05 
age Bad caens ‘638.98 ‘68184 si 12 
leapt palatal sdoseses °C ‘70.91 «1.19 
icaddavsseteiee | 4 98 1.88 98 1.19 1.50 
nc tens ee uk iS ‘77 .08)(«1.26 
Type 
Crouse Hinds 20 Amp. 
or Similar \" e ee 
Oe occ cceakiite $ .90 $1.05 $1.40 
GA:GLA-Gt i390 140 1:83 
(8 Maeee eae Seah acetebphaabar ye: 1.50 1.68 "4 
Sameer okperetweteevoepeasoneseiee| Tams a 
Wee cc cocescveceseoesesocesocecesesosece .91 .o8 1.40 
oe lagsinapeb aye: Henemah age: sprint 1 98 1.05 1.40 
HHC......  uibsabessaseccnecattene 1.26 1.40 1.82 
Te Ee oe ech aanmabene 1.05 1.19 1.61 
G & H WITH ADJUSTABLE BAR 
Crone Hinds 
ro 
or Similar 4" 5 Fra ” » 10 Amp. 40 
Oo. Sede vecee 8.77 $91 $1.26 $ .91 $1.12 $1.40 
Me ilies egkths a 8 1.38 . -98 1.18 80 
gACey sttrtt! gigs 1:40 «1.89 1.40 1.61 2.03 
aR udnbtese os a | an ‘77 «08 «1.38 
ie Rata oor See ey "84 «21.05 «1.83 
ED ns cedednbs ‘77 91 «1.98 ‘01 1.12 1.40 
earings 1.05 1.10 1.54 1:19 1.40 1.68 
WE ic ivcctedesce "340-88 si1.86 108 1:19 1.50 
Ty 
Crouse Hinds 
or Similar = 20 Amp. 
% * 1 
TREE 2 Oe OO © ORO OO OF B® O18 Ore Ont One Oe $1.26 8 -83 $1.68 
GL eseeeeseree POU RPURUEE COE A :-3 .-3 Rr 
Oe bbpbelopiebbe oe eee ease Kiely Mie 
TE. ccibhexs <ductlinesed Jodiscceahl 1.12 1.10 1.564 
8 aS eg Te codinn wp eee 1.19 1.236 1.68 
Sts, cukcessare oO cdldtavetterertoucts 1.26 1.38 1.68 
BRUEG «oc cuccccdscdcccceccvededessccccececes 1.54 1.68 2.10 
I cocacalbetieal = re pe penne arte tic’ 1.33 1.60 1.8 
57 















ELECTRICAL CONTRACTING 











Positive in 
operation 


JAUUAGRAUAORUOREELOSEOOROUOELADNNEVEGUUUOUUEEADOEUOUCUORELOUUOUUDERDOCGNOLOEROUEUUCUUOOUUGHEDUNIL 




















Type FA-1 hook-operated 
disconnecting switches 


N THE Type FA-1 hook-operated disconnecting 

switch for outdoor service, the blade latch locks the 
blade closed despite all electromagnetic forces acting 
to open it. 








An opening device, embodying an offset eye, permits 
operation of the switch from a point directly beneath. 
The eye is of large diameter for ease of hook insertion. 
A seal-break on the opening device overcomes any 
sealing-in tendency of the blade. 


Additional advantages are: 


Absence of soldered parts 
Tongue-type contact 

Large break distance 

Standard interchangeable insulators 





Type FA-1 blades are of truss construction to afford 
maximum mechanical strength for switches of all 
ratings. They are made from hard-drawn channel- 
section switch copper. 


For a detailed description of Type FA-1 disconnecting 
switches, write to the nearest G-E office for a copy of 
publication GEA-1004. 


de aa | 
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Blade latch Seal-break before Seal-break after 
operation operation 


500-30 


GENERAL ELECTRIC 


GENERAL ELECTRIC COMPANY, SCHENECTADY, N. Y., SALES OFFICES IN PRINCIPAL CITIES 
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The New 
BROADWAY TEMPLE 


NEW YORK CITY 


Towering majestically from the heart of 
New York's famed “great white w 
the new Bro 


ay is 
adway Temple 


i magninh 
ent to Christendom }t 


ryeitit tf 
perpetuate the ideal 


fC nris 
i great cit 


cent mon 
lastandt 


tlanity in 


Permanence was one of the 


reraetatelatms) Maat: 


Pica tical a, 
Only the 


finest and most 
equipment and materials 
Among these was the instal! 


rrta ter terme) | 


CENTRAL 
CONDUIT 


at Uistin if 


quality and 

super-galvat i 

Central Tube Ci mpany 
PITTSBURGH 








ELECTRICAL CONTRACTING 





what the boss says 


He’d rather. pay a few cents more for these Noark Switches 
than have us waste a lot of time trying to make a good job 
with cheap boxes. He fell for that ‘low price’ argument once — 
back when he first began contracting — but never again! 
Noark’s the only name he can think of when making up an 
order for meter service switches. And why?” 

{<< knockouts — accurate fittings — good binding screws 


—well tapped contacts— plenty of room to work—and 


the wiring diagram so clear a baby could follow it 


CoLtt’s PATENT FirE Arms Merc. Co. 


‘ELECTRICAL DIVISION 
Hartrorp, Connecticut, U.S. A. @ 


33-8-1 NEW YORK + BOSTON - PHILADELPHIA + CHICAGO + SAN FRANCISCO 











acco 
For accessible fusing 


sECO 
For sealed fusing 


UNIVERSAL 
For sealed service and accessible load- 
side fusing. In 30 ampere capacity only. 
Provisions for up to Yom branch circuits 
in same cabinet. 
QUADBREAK 
For Polyphase 3-wire service 





{ Catalog on request } 
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Send for Catalog 
or 
See Your Nearest Jobber 


i I 
a | 
Homi 


PPE OSES. COMPLETED. PACKED. LEADY FC PANE 
TsTT ON TEE MAETETI 
Piste sii IN TEE MOCETEES 
sivil 


CONSOLIDATED 


LAMP & GLASS COMPANY « CORAOPOLIS, PA. 





ELECTRICAL CONTRACTING 








This 
Circuit-Breaker 

















Protects your Wiring 


HE circuit-breakers control- 

ling the branch circuits of 
the Westinghouse Nofuz panel- 
board are your greatest assurance of 
freedom from wiring troubles after 
installation. 


‘The calibration of this breaker can- 
not be changed; therefore, it pre- 
vents unthinking persons from de- 
stroying the protective features 
of the panelboard. Then, too, the 
breaker trips free from the handle, 


WESTINGHOUSE ELECTRIC & MFG. COMPANY 
BROOKLYN, NEW YORK 


SALES OFFICES AND SERVICE SHOPS IN ALL 
PRINCIPAL CITIES OF THE-UNITED STATES 


BROOKLYN WORKS 





Westinghouse 


making it impossible to hold the 
breaker closed against an abnor- 
mal overload. 


The time and labor-saving devices 
that make all Westinghouse panel- 
boards easy to install are included 
in this new lighting control. 


Complete information about the 
Nofuz panelboard may be obtained 
from the nearest Westinghouse 
sales office. 


w) 


Serves the Building Industry with - - 


Capacitors Lighting Fixtures Safety Switches 
Circuit-breakers Mazda Lamps Solar-glow Heaters 
Elevators Motors and Control Switchboards 
Fans Panelboards Transformers 
Fuses Radiant Heaters Watthour Meters 


Ranges 


Insulating Material 





_ Water Heaters 
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Torch-bearers of 
an 


Correct Lighting 
d 


torch-bearers of bigger lighting sales for you 




















These torch-bearers of Correct Light- 
ing are waiting to show you the way 
toa bigger volume of lighting sales 
and profits with Westinghouse Light- 
ing Equipment. They can help you 
develop lighting business in your territory. 
They can put you in touch with lighting pros- 
pects of the kind that use lighting equipment 
in a volume that means good business and 
good profits for you. 

There are sales-helps in this Torch-Bearer 
Plan to help you sell industrial lighting, com- 
mercial lighting and floodlighting equipment. 
There are arresting messages that tell your 
prospects of the benefits of good lighting 
and of the Westinghouse equipment that 
makes this good lighting possible. 

And remember that this plan is 












Westinghouse 


backed by equipment with the merit and 
acknowledged selling features that are found 
in Westinghouse Lighting Equipment. Pic- 
ture the possibilities that a plan of this 
kind offers you. It will help you to sell 
Westinghouse Sollux, Sollaire and Sollite 
Luminaires, Westinghouse RLM Reflectors, 
Glassteel Diffusers and other industrial light- 
ing equipment and Westinghouse Chromilite 
Floodlights. 

Westinghouse Agent- Jobber Representatives 
can explain this plan to you, show you the 
attractive material that is a part of it and 
tell you how you can enjoy its benefits. Ask 

for this help. 


WESTINGHOUSE ELECTRIC & MFG. COMPANY 
Commercial Lighting Section 


South Bend, Indiana 
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Fittings, Cenduit 





Fittings, Conduit 





COVERS FOR G & H SERIES 
Adj estable Bar 


With 
Adjustable Bar 

5 Amp. 10 Amp. 20 Amp. 5 Amp. 10 Amp. 20 Amp. 
$.2 $.2 $.56 $. $.21 3 











Peseshtins oc cctbccvceces 28 35 21 -49 
Blank Metal........... -21 .28 .35 14 -14 .35 
Porcelain with 4” Nip. a -49 -70 .85 .35 -63 
pe ° *s .49 - 56 -77 .42 -42 -70 
S es |. - 56 -63 -91 .49 .49 84 
Metal °° = 35 .42 -49 -28 -42 
. * _ = .42 .49 - 56 .35 -35 .49 
os ’ 2. -49 . 56 -63 .42 -42 56 
DEVICES FOR G & H SERIES 
(See Page 51 Crouse Hinds Catalog No. 2000) Pri 
rice 
Each 
Lamp Receptacle with Shade Holder Groove No. H546..........+++++ $ .70 
Fixture Rosette Porcelain with Nipple No. H549 & H548.......... .77 
No. H551 & H552..... a -91 
Fixture Rosette Composition with % Nipple No. H571 & H572. 1.05 
Cord ee rr errrerr rT ry Perr -60 
SNE MEE s'wis's ces oustasecendsaheuseaeéueces -70 
ais Receptacle—One Pheco—No. HESS of 6B7.. oc. ccccccecccccces -35 
J & K SERIES WEATHERPROOF |, © 
ee i ie et saan deb heesseeseseees $ .84 $1.05 $1.50 
A-JB-JU. GSR ER eehbsKeeRsSEd cr cecceces -98 1.19 1.61 
Wh dbdcexhe Cebueesseersveeodsccetoces’s 1.19 1.33 1.50 
t Deb 6hab60ce bc oeeesesebsedegbencencoece 1.33 1.50 1.61 
ene tédbdonddoames ss dad deneseeeoeneens 1.50 1.61 1.82 
ee errr -70 -91 1.33 
rE EAE cece cceccesestccccecosces 84 1.05 1.50 





La Receptacle S 
mp Receptac le 


Fixture Rosette with Nipple 
Plug Receptacle 6 Amp 
“ 4 20 “ 


Cord Resatte. .. cceccccces 

















RR aN le a ee “42 
SERIES V VAPORPROOF TYPE 
Crouse Hinds or Similar 
Pricesare for Iron Fittings andinclude Guard and Globe Form 75 
uy” “7 : os 
V-VA Complete as Above... ........ceeeees $5.85 .92 $6.00 
VB-VC-VL Complete as Above............. 5.98 6.11 6.24 
VCA-VLA-VT-VE-VS Complete as Above... 6.17 6.30 6.56 
VTA-VX Complete as Above. ............. .30 6.56 6.76 
VXA Complete as Above.............0005- 6.57 6.83 6.03 
VF-VK-VP Complete as Above. ........... 6.37 6.50 6.63 
VD-VJ Complete as Above................ 6.70 6.83 6.96 
Prices are for Iron Fittings and include Guard and Gere Form 290 ‘- 
V-VA Complete as Above... ........2c0000s $7.02 $7.09 $7.16 
VB-VC-VL Complete as Above............. 7.15 7.28 7.35 
VCA-VLA-VT-VE-VS Complete as Above... 7.28 7.50 7.63 
VTA-VX Complete as Above. ............. 7.41 7.67 7.87 
Ware Caeeeeee 8 BBOUO. occ eccccccecssces 7.67 7.93 8.13 
VF-VK-VP Complete as Above............. 7.48 7.60 7.73 
VD-VJ Complete as Above................ 7.67 7.80 7.93 
PARTS & ACCESSORIES FOR V SERIES 
Form Form 
7 200 
Guard with eT SR ERO, oc cv cccccse sucsecevéactesews $3.90 $4.20 
ene BEGINS BOER obo ccc cccccescccccocsocce 6.50 7.80 
« CR DEED « on 06 occ ctbesd cons coosvessedsocotds 2.34 2.95 
Globes only, Se. ccudiencecteedbdeneessescsecengqeens 1.12 1.12 
GDNide 0 0 0 ese bcrcrecdeccesenesesectoceeeneeee 1.54 2.38 
» ™ —_ wenwe GS GUGEGO. 2 oc ccccccectcceccsesescs 2.38 3.30 
° OB, bake chi he bae anos bb 002605 6eN er neeeees 3.30 4.06 
Brass Reflector Hoider Gee PUA boi ceddasectdccecodes 1.96 3.31 
Threaded Blank Covers Iron Black Finish. ............5055 1.05 1.40 
Sealing Plate Iron Galv. Finish. ............ccceecseceeees -21 -35 
Receptacle with Gasket & Screws. .... 0.2... cc eeeeeeeeeees . 56 56 
VAPORPROOF FIXTURES 
For Type GS Fittings 
(Page 89 Crouse Hinds Catalog No. 2000) 
Form 75 Form 200 
Iron Brass Iron Brass 
Pendant or Bracket Type Complete... $7.93 $11.18 $8.80 $12.42 
Receptacle Only ac dedcegessenacysnsedgneshshinssauetencve - 56 
NOT Above oon bE and figures are for Crouse Hinds’ make or similar 
FITTINGS, THREADLESS 
STANDARD TYPES 
“Kondu” “‘Appleton”’ or Similar 
Without Covers yy ” 1%" 
$ .46 $ .62 84 $1.26 
.53 -70 -95 1.47 
-95 1.23 1.79 2.74 
-74 -04 1.33 2.03 
1.04 1.34 1.86 2.80 
.74 -94 1.29 2.03 
-53 .67 -94 1.48 
.81 -98 1.40 2.17 
81 1.09 1.71 2.66 
1.04 1.34 1.85 2.80 
1.47 1.82 2.38 3.64 
-91 1.12 1.54 2.52 
1.33 1.82 2.45 3.43 
2.03 2.52 - Gare 

















STANDARD TYPES—Continued 




























Without Covers 1” 2” 2%" oa 
e900 0beent+oeesceuesanebene $1.61 $3.15 $ 6.65 $ 8.10 
PWIYTTITITITTT LT itt ee ee 1.96 3.85 6.65 8.10 
hs +o 5b 0060009 shade eee eae 3.64 6.30 11.70 13.30 
Drannseeeesesanecédaweee dae 2.66 5.11 8.55 11.15 
CB 3.85 6.16 9:90 14.30 
D 2.66 §.11 8.55 11.15 
1.96 3.85 6.65 8.00 
2.94 5.18 8.80 11.50 
3.99 7.00 11.85 14.85 
3.85 6.16 9.90 14.40 
5.18 =F & ee ere 
3.29 6.00 10.10 13.20 
4.48 8.33 12.35 19.15 
SPECIAL FITTINGS 
” 1” 1%” 
Et COO, «00 nb nis 4s eed banntenen $.32 $.48 $.83 $1.11 
BO Dem CoBmeaeel. os icccccccoscascdes -20 .29 -67 1.36 
N 7 ee ee knmecsevesere .24 .31 - 56 - 84 
SCA Cable Connector. ....ccccccccccce -13 -17 24 oe 
SLP Short Elbow. ........... gb ban euhs .39 -52 .83 1.00 
KOL Box Connector......... Sedéecewe -43 - 57 -98 1.54 
KOR Reducer... ...ccccccce asetvissced ner a . 4s ate 
” ’ 2 ” *3” 
PD. . vce ndinies coeepeietitomawne $1.54 $3.21 $4.00 $6.37 
oO Box Connector Wal care duigh in'd medbthews “a Ay ae Ge Wie wen 
sad ktvedaebentece’s -18 2.49 3.28 4.30 
SCA Cable Qomasttin’. . iccccagevctonwe i seeks Pee abet ines 
SLP Short Elbow. ........... 1.23 SiGe insta eee 
Box Connector 2.07 4.20 ee J 
TOS: t Fe Ot he odes os 
1 “7 
$.45 
-28 
Das b00etecesnanceeoie -64 
Mh nace ceeeeeeeeeeeeeeeeees 3 -39 -53 -69 
ih cerdeeueteeehansbbeene .35 -42 - 56 71 
Fe va ccnccbvccccsacoccocess -42 .49 -63 -78 
Porcelain with Holes........ses00s ove -14 +21 .35 ° 
Metal, Cord Grip. .........0- eecesecce -28 .35 -49 owes 
1 “. + ah 2" a 
Blank Metal. ........ Scesecdcceseews -63 $.78 $1.05 $1.05 
ee COON, 56 <ccdcchinsenasosonns -28 - 56 A 84 
Metal, Nip bec th ded tbeiekhosthosekue Mad Aesces cece eves 
-t MTS S tee eee ee ee eee eeeees -85 e coco ° 
s00s weeedens atsseteeeee -88 icone eceee Saee 
- Tienes sitacavsuidacaeet Get ésaae  Saeek chee 
Porcelain with Holes..............000. -67 84 1.12 1.12 
DEA, COPE GS sks S whi aces cb teerene oscies =  pbkek- 2 tebees Sa'ee 
DEVICES FOR ABOVE FITTINGS 
” “or 4@ 
Lamp Recept. without Shade Holder Groove tos $.35 3.42 $3.49 
with Shade Holder Groove PRS. .42 -49 - 56 
Porcelain for Weatherproof Socket WP2.......... -28 nied 
Polarity Plug Receptacle ee PP ora - “163 -70 
BOGE FEA ks ccsccce ease one's -70 78 
Sgle. Dble. 3 
Pole Pole Pole 
Snap Switch 5 Amp. se Volt Non Indicating. . $ .70 onal $1.26 
5 125 Indicating. ....... -77 oean Sie 
S = 10 “ 125 “ Non-Indicating.. 1.12 $1.47 1.47 
oe as 10 “ 125 “ Indicating......... 1.26 1.68 oa 
TYPE FS FOR FLUSH DEVICES 
Any Make 
Type’ 1 Gang 2 Gang 
\” %" 1” 4’ %” ” 
fi) 2 REESE $1.05 $1.26 $1.40 $1.82 $2.03 $2.24 
Peels OF Maceccece 1.33 1.61 2.03 2.10 2.31 2.66 
Pic Htqudeedeene Rome, | Syme, Gee |---| eons: bees mare 
POEs ccccsbcedoces - Be! 6g 0 ie Fo Bee ose 
FOE. coccveceese ee 1.75 2.31 2.78 2.38 2.73 3.08 
Type wr 3 gre " ys" 4 Gang " 
Pe dccttete.  - ennae $2.73 $3.01 sees -36 $3.64 
, oly) Saree or 3.08 3.36 ose 3.71 3.99 
WI dcadlcwebvedesd =  daules chine’ Leeds ehhae “Sbawle ~ ccee 
its 6594600000600 °. “hbeced.conkstheeaeses j- <snieee Howse we 
3 eee cebee $3.22 3.57 3.85 $4.27 .... sd 
Covers for Above 
on c2 
an an 
Blank Metal Plate. ..........+. Seccdescocvecces eeccosce $37 3-70 
IG « 5.0) bn. on ccnnen Cebadciuddbndbiodecens .28 
Toggle or Push Button Switch Plate...:...........-2.0005- saeny | i*feciiee 
TYPE “0” FOR SNAP SWITCHES, 
Type “ Am . we 10 Amp. " 
TM, 6:5 ceudeceedeteedocbweaes $ .63 $ .64 $ .77 81°45 $1.33 
eer waoqdbetbace dist -77 «1.06 -91 1.26 1.68 
ee ccatadwetbeeudedoe ss 1.19 1.54 1.33 12.75 2.24 
een adewteces . 56 -77 -70 -98 1.26 
RS eSeseneoccers -91 1.12 1.06 1.33 1.75 
Cede 060 scbecereveesstess* -91 1.12 1.06 1.338 1.75 
OED tins deo cccccccccdpeckars 1.19 1.54 1.38 1.75 2.2% 
ET re ee a 1.19 1.54 1.338 1.75 2.24 
Sesecab es Seosdcodceesoese 1.54 1.96 1.68 2.10 2.80 
Cl bec dd bdoacgced Beedibce -77 =1.05 -91 1.26 1.68 
, eee a cocene 1.19 1.54 1.33 1.75 2.2% 
SERS esvea¥ooed 1.54 1.96 1.68 2.10 2.80 
Ree ee: 1.89 2.31 2.03 2.52 3.28 
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Fittings, Threadless Fittings, Entrance 
TYPE “0” FOR SNAP SWITCHES, ETC.—Co TT RAN 
i. rn ay oes FITTINGS, ENTRANCE 
” 41° 
OA Daa iialibaete bs oll oh cine bays cankcode etcaetted * "7 sf 18 61.63 
eee eee eee eee eee eee ee eee eee eee ee eee eee eee ee . . . “ ” 
OCB a SE A aie inneaheedehalen Rs creel ial 1.61 1:88 2.52 amet “e “ 16° 
Sp SSSR Ae eNh Ss 00608563 0006656864008 One TS ece .98 . , ° : 
_ Ce ee oes BER ER | uae pure con spe toe... fis Kp alge ahh 
SNM. Nh ied Ana wiih dn GSpins paid e eae SReeaaanniee 1.33 1.54 2.10 | “ _ Fitt. with Cov. Ser. 2700......... 45 55 -65 1.15 
SN a. ic Nealcatetine Maphuehsaniltsiamndaacnaneeeaanineminn 1.61 1.96 2.59 | Angle Ent. Fitt. with Cover Ser 2700... —.50 55 -65 1.20 
RE ect ene Aas os comms hemiean- cab alibeamen 1.61 1.96 2.59 | Signal Ent. Caps No. 2810-2811........ 5} re, re reer 
Silsccehaiieiititatnis canines <teagasinatamaniieraGemmiaaan 1.96 2.38 3.22 15" 2” 24" = 3” 
ba ndtuh ahd is bavacaqatneGahnaed teatsteunane 1.12 1.47 1.90 | Eat. Ells with Cov. Ser.1100.......... $1.50 $3.00 ..... ..... 
Dee Gntdelsinunascnspeaienaoesnathtesbuthpase 1.61 1.96 2.52 | “__ Fitt. with Cov. Ser. 2700. 1.90 3.00 $6.25 $7.65 
EAS discs nc0s-s ccs cvssdelakabieestadatesit cone "96 2138 3.22 | Ansle Ent. Fitt. with Cov. Ser. 2700. . 2.00 3.10 6.30 7.50 
tian 6 6<hacnkadeseinginbes) oandeleth wean anette 2.31 2.87 3.78 | Signal Ent. Caps No. 2810-2811........ 0 20... ve eee teen eee 
se] N ” 
COVERS FOR TYPE ‘“‘O”’ FITTINGS Sor, 4%" 1” 1%" 
5 10 20 FEB Elbow with Cov. 1700 & 1900..... $.50 $.60 $.70 $1.70 
Amp. Amp. Amp FB Elbow with Cov. 1713 to 16........ .35 .50 a. Jee 
ee a ee a Sa Se oe $.21 $.28 $.35 | FC End Fitt. with Cov. 1723-33-43..... - 20 -25 30... 
Porcelain Cover, Round with holes... .......++++++s: 21 35 .49 | AY Angle Fitt. 1950 to 54............. 55 -60 -70 1.95 
Metal Cover with 4 or34 Cord Grip. ............... .35 .42 .49 | LAY End Fitt. with Cov. 1790 to 94.... 55 .60 75 1.35 
Blank Metal Cover with male or female nipple..... .35 -42 49 . 14" 2” 24" 3” 
“ “ “ “ “ « “ _ eee 42 49 36 FEB Elbow with Cov. 1700 & 1900..... $1.90 $3.25 $7. $9.00 
“ “ “ “yu « “ et 49 56 “63 Pm MemOe Wien Cov, T7Es CONG. no cccee ashen «= veeee -enese ,. geba 
“ “ “ “w« « “ ee 56 "63 "270 We OS et, Cite Cie. TTP OPER. ccs. sscce sivee, sossm  "S8bRS 
ES ae eg SP MER ne .14 .14 .21 | AY Angle Fitt. 1950 to 54............. ee 
mp Receptacles Porcelain Edison Base............ .42 49 aA LAY End Fitt. with Cov. 1790 to94.... 1:75 eee ne eee tenes 
” Composition T Slot... .4......... -84 ose 
*“*BEND HICKS” 
” n” 1° 1 w 
REDUCING BUSHINGS Bend Hicks Galvanized...............- $'s0 $60 $.65 $1.75 
Smell End 4"... $41 $8.58 $41 $80 $105 S140 Si. 14" 2" 2%" oF 
Se is ls ae ee ee $2.15 $4.10 $6. $8.25 
- pt ha, “PER cas -81 94 1.29 1.60 1.86 
*! = 134"... «se eos ‘ce 1.13 1.43 1.90 2.42 
of Mare: LBL 90 24 “CONDULETS” 
Nad jesert. 64d tines heen Ai. sins Raye 3.26 Form 6 
” ” 1” 1 * 
F Type Ent. Fitt. with Porc. Cov....... .40 Sas 3.60 $.95 
FITTINGS SPRAGULETS WIRELETS B Type Ent. Fitt. with Metal Cov..... .45 .50 -60 1.15 
9 > J 1’ ” 2" 3” 
OR T & B F Type Ent. Fitt. with Porc. Cov....... $1.60 $2.85 A ero ayy Pec 
Type Ent. Fitt. with Metal Cov..... 1.40 pe oes as er 
BRANCH TYPE “ELECTROLETS” 
es 48 4” ” 1” 1 ww 
G.E., Steel City or Price FB Angle Fitt. with Cov. 713-83........ $.45 55 $.70 Hie 10 
Descrip tica Ta&aB Numbers Each KA End Fitt. with Cov. 1013 to 43... .. .20 .20 .25 .30 
Branch Body for % & * Resteageine Shape. .... SP-4824 $.27 | KB Elbow Fitt. with Cov. 1113 to 33... .35 .50 al «\cotinnans 
Cover Metal Flat Closed... .....--0eeeeeeeeers Pascr .11 | SLB Elbow Fitt. with Cov. 1 to4...... -50 -60 -75 1.35 
with 4%" Knockout............ SP-48C6 “il Y Capped Elbow Y1 to 5.............. .50 .60 . 65 1.75 
- ° “ Pendant Type with % Bushing... SP-48C8 12 1%” 2° 2" 3” 
« sod « Feateen Type with % Bushing.. SP-48C11 16 | FB Angle Fitt. with Cov. 713-83........ $1.80 $3.00 $7. $8.50 
« e “ with % Male or Female Nipple... SP-48C22 & 23 Se 5 ae ee ee, RE ee, Se Oc cae. -ccsce * “Reeve §«- awoae tl Alka 
aa e “ with % Male or Female Nipple.. SP-48C24 & 25 So | Bee ee ek, Gee SO. BER MOO as. ciwis?)” cocewe 00666... dd0kn 
Cover Porcelain with one or two wire Holes....... SP-48C75 & 76 ee Se UR Cee Serer ee ee Pee ee 
pes “ three or four wire Holes..... SP-48C77 & 78 15 | ¥ Capped Elbow Y1 to 5.............. a. scven 06 |” ws adés 
- « ? Male or Female Nipple. . SP-48C82 & 83 .29 
= ba “ % Male or Female Nipple... SP-48C84 & 85 -41 
G. E. See T & B below 
SHALLOW TYPE 
Series 14 ‘se ene ‘ GEE-VEE 
teel City or rice \" %" 1” 1%" 
Description T & B Numbers Each 
Body Octagonal Shape for V2 ees SP-14241 $35 F Service Cap Series oo. hivocscccecesies 0.08 a > 6.79 a1 "bo 
Cover Metal Flat Closed... -.-...-+.0-+seeeeeee SP-14C1 11 | PPine * & ros tees erates "40 "50 "70 et 
Raised with 44” Knockout.......... SP-14C7 11 z “ 92000 & 2100....... “40 45 “65 “75 
Cover Metal Flat Pendant with Bushing, beseome ones. -13 | FBUsiversal “ 3000...........0.- 1:00 1.25 1.65 2.75 
ocescce “1 -16 | Weathercap © Sn cveasheees 55 "55 sae. ; 
“ “ © with 44 or $§ Maleor Female Nip. SP-14C22-23-24-25 .29 | Service Elbow “ 19000..........--- 40 155 65 “60 
es me * For all surface Mounted Devices SP-14C28 -14 | A Terminal MPR Sea bee veecus .40 .45 -70 1.05 
Raised for Sign Receptacles......... ne 12 Endo Terminal Series 90000... ......... -15 .20 25 ein 
ts - ° Ry 4 all Fluted ieassoss dtd one EH 4 —_ 135 1’ 2" 2K" 3° 
orcelain with one or two holes. .......... -14 .14 
“ Three or Four holes ........ SP-14C77 & 78 15 ft Sevies Cop Segion —.  neeteteoig 8S: “3 a a a Se 
Cover Porcelain with 4% Male or Female Nipple... SP-14C82 & 83 29 | F pi “ 4900-1310 : ‘ i ‘ 
oN e tl ue oF ai P & 14084 & 85 a 1% ipe ae sy ey ere ee 1.75 3.00 4.15 
Raised Angle Adaptor for Device Covers......... SP-14C47 -26 | PB Universe! “ 2000.............. 3. 4 "5.40 "9:50 12.70 
s with Uno Shade Holder.... SP-14C67 -60 | Weathercap @) Ge : ; . : 
Service Elbow “ 19000............ 2.75 (3.86 caen’ £6 Ghai 
A Terminal _ 4+» sere 1.40 2.40 4.55 7.40 
DEEP TYPE mee Senge © “GRR csc occdcdbice  cdaev™” seek -esees eoee 
Series 34 i a eciaes 
teel City or Price WE 
Description T & B Numbers Each “GEM PO RLETS 
y Deep Oxcagenal jaaape OT Mi kciveveds SP-34461 $.47 be %" ad Ie" 
— Dietes MOOG PUG. co ccccccccceecessce SP-34R1 .14 | MA Fittings with Porc. Cover.......... $.25 $.35 3.45 .70 
Cover Metal For Flust “Switches ext 14 A, Pe re 35 ”. fe eee ee 
* Rotary Switches. .......ccccess SP-34R4 .14 | MF & MFF Fitting with Porc. Cover... .50 .60 70 1.70 
e « © Receptacles ons _ SP-34R5 .14 | MFB Fitting with Porc. Cover......... .35 an. .« <fieo See 
se “« Receptacles with Door.......... P-34R6 41 | MLB Fitting with Metal Cover........ .50 .60 75 1.35 
- “ © Standard Dble. Plug Receptacle.. SP-34R7 14 | MPA Fitting with Porce. Cover........ -15 | BTL? ae ee 
nse « © Hubbell Dble. Plug Receptacle... SP-34R8 24 nce X66 bschUibsn ceCesinde SaReel .50 60 Se avtiie 
se “ Chapman Recept. with Doors....... P-34R9 Rc cAwansececcsnecccessenebaceads ae escent” Weeenes», pebee 
. “ For GE 30 Amp. Polarized Plug Recep. SP-34R13 17 
: “ GE Tumbler Switches............++ P-34R14 14 i : ae 2” 2" 3° 
> “ Hubbell and H&H Tumbler Switches. SP-34R15 & 16 19 | MA Fitting with Pore. Cover.......... $.95 $1.90 $3.55 $6.00 
MF & MEF Fittia with Pore. Cover. :. 1.900 «8.85 C78 8S 
itting wi MOOG EUERG CES Gsads -decus “” ceave’” “beése ae 
COUPLINGS Price to puaes be = 5 wena ecard we 6b ences GAP. srteco sence... Siete 
ee ay ee Oe Po eae Sr 
SP-1410 Complete Coupling for 44” Conduit. .......0scescsesceeeeees Ce eee. cote Cee eee, a ee 
SP-1420 “ ic Wierrttttrrrttrtretr tee eeee WS PUI, o cciegectvbebcitabedietoncione “Wedse vanes’ Vbepdel |. Miesege 
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Fittings, Entrance Fittings, Armored Cable 
T&B **GROUNDULET” FITTINGS 
4” * 1” 1%" s 
Ent. Cap 1525-32 with Cover.......... $40 $.45 $.65 $1.00 Crouse — — & Similar 
Capped Elbow 1470-84 with Cover...... 50 .60 .70 1.95 ype ° 
Insulets 1610-11-12 with Cover... 15 .20 , aps Without Soldering Lug Price 
Angle Insulets 1640-1-2 with Cover. .... "30 "45 a es Fitting No. GCA- 12 For 4" Conduit pital ehieks bk. a hiabirewesd dewsael on $ .77 
Cable Insulets 2000 with Cover......... i, <ptereh wah) ephen ~172 with lug .....---+++eseeeeeeee -81 
° ” 246" 3° wtih siataical Type GCD 
Ent. Cap 1525-32 with Cover.......... ’ . 25 7.65 ith Angle Adjustment Price 
aS — ete p= +g “gga “2 nasi we. te " Ai GCD-12 For 4%” Conduit without Lug with one Strap.............. .90 
SRM UNOGE cc cccc cones gedhs  “wetee | \ dukes GCD-172 For }4” Conduit with Lug with one Strap........--++++e- .95 
Dee ONE,  cicac | aceke | edd ° ledeus GCD-22 For %, Conduit with Lug with two Straps................ 1.77 
Se NY GUGM cciccces sodecn Saban! _«edce'" eeuan GCD-32 For 1” Conduit with Lug with three Straps............... 2.61 
Type GCE & GCEE 
With Strap Clamp Terminal 
FITTINGS, **‘ADAPTIT’’ Size of Conduit 4” ; 1” 
’ Outside Diameter 4% to 4% to dee ly to % to a to 4 to Wto \& to 
7 of Water Pipe 2%" 474" 65%" 23%” i 654" 2%” 414” 6%” 
aa “ DORNER. «603 esas 12 22 26 33 
ROUND “ADAPTI BOXES PUG ha deboensae $1.58 $i. ‘0 $2. "16 $2.97 $3. “2 $4.14 $4.41 $5.09 26.17 
Series aphen Style %”" hg 
No. 2900 to 2003.......... 1 Back Outlet S10 sas “60 Type GCs 
No. 3000 to 3005. vances 1 Side Outlet .43 .50 .74 With Threaded Plug Terminal 
No. 3100 to 3 “ “ “ “40 “48 60 GCE-142 For 4” Conduit without Lug.................cccccceces $ .90 
No.3100T & + ‘Thrdis. “ “ “ “48 55 ... | GCE-242 rs 34" “ with DI vette bedetcs -aeigicaamnes weed 1.04 
No. 3170 to 3175. Owe ns “ « “ 47 54 ‘S GCE-342 1 with Lug Sreesesecocceccceecesesecesese 1.17 
No, 3200 to 320 ; a .48 .54 .74 
No.3200T & 320iT Thrdis. “ « ‘60 y Bae TypeGC 
No. 3270 to 3275......... oe « -60 .§7 94 For Open Ground Wire 
No. 32170 to 32175....... “ “ “ 54 60 1.00 GC-92 Cast Brass with a RR a Rn ees $ .72 
No. 3300 to 3305. 3 “ 64 88 .98 GC-922 “ - 00 Lug. .......... ian 06 ekbenandaeas 1.44 
a posed] to 3305T Thrdis. “ “ . - ‘- ia 
No, 33170 to 33175....... >.< ‘ i ° 
No, 3400 to 3405......... ” .80 1.05 1.20 GC BRASS BUSHINGS 1 For Ground Fittings 
No. 3500 to 3705 Se wwe me 2 = .54 .60 a Size 4” ” 1” 1%" ”" 9" 9" 3” 
og ed - RS o-ae . B04 88 | Without Cap Screw... $.10 $.13 $.20 $.24 $.31 $.46 $ .84 $1.10 
No. 4800 to 5005... 4 - 04 1°03 1 34 With Cap Screw...... _ 26 a ee a ee Oe ee 
Series Numbers Style 1%" 1%’ 2” 
No. 2900 to 2903......... 1 Back Outlet Sf ee ies TERMINALS, LUGS, JUMPERS, CLIPS, ETC. price 
No. 8000 to 3005......... 1 Side Outlet 1.30 $2.00 $2.70 Soldering Lug GCA-130 For GCA & GCD Fittings. ................ $3 .06 
No. 3100 to 3105. sails = 1.10 1.80 2.40 ee a ere er 1.80 
No.3100T &3101T Thrdis. “ “ _ ee ee cose Strap Clamp Terminal For WwW ater Pipe-4” to 2%” No. GCE-012. . 1.04 
No. 3170 to 3175......... ae i as 1.15 1.85 2.46 7 +9” to 414” No. GCE-014. . 1.26 
No. 3200 & 3205. . = - 1.25 2.13 2.70 « “ = os - “ 4” to 65%” No. GCE-O16. . 1.62 
No. 3200T & 3201T Thrdis. “ « ° genes" Oegies -._ | Conduit End Terminal Oe Tins GREE oss on cFe S05 9s 30500 hs aeeere . 36 
No. 3270 to 3275. ........ <Aah-< = 1.40 2.28 2.88 | rt Pe Cnn 2 «nt 06 obs ++ dance Sel dadete'’s .50 
No. 82170 to 32175. ...... - bas 1.34 2.20 2.80 e S gt OO ee ee eee .63 
No. 3300 to 3305. ...... 7 ae ye 1.96 2.68 3.00 cicaies Gana Dem: Gare s+ od den tek take wnt Sel eet dec tesecncsedaes 15 
No. 3300T to a —— - 66 4h eee ep eae TT Threaded Plug Terminals, os SS > aay ee Po 36 
No. 33170 to 33175. a, 13 2.75 3.10 | PNR GIG St oi. 368d cs ons caenlveardes 72 
No. 3400 to 3405......... . = sa 1.87 2.90 Saw | Sommer Cable Mar Ges Fe Bes ok nse conn st ccctsccsecsesuews .18 
No. 3500 to 3705......... 2 “ sae 1.40 2.28 3.35 Jumper for Bonding Conduit 8” Long, No. 808 Per Foot............ .40 
No. 3800 to 3805......... - * 1.40 2.28 3.35 “ No. 812 “  Sénkieutn dia .53 
No. 3900 to 4105. ...... > * e 1.85 2.90 4.00 | Soldering L ug Brass for 34” SE a a hc ou Sale pale wile eee .20 
No. 4800 to 5005... > “ 1.95 3.55 4.70 o 24 * a see eee .30 
Solderit ng L sug C ‘opper for Bushing 4. + i ec ecmatmeh are nae eeebae .05 
i de ad auto dese wakes se 64des .10 
PARTS , For Above Boxes - Brass Stud Double End Fits pyting: 4” to 6” No. GC52.......... -20 
Series No. Description 4” 4%” 1 Soldering Clips for Bushings 3" &. 144” BRR Be LAR ER PE EIS -05 
500-501-502 Base Only .27 $ .27 - SF Pee wee MES eee i RE Ae ES .09 
500 X-501 X Extension Ring : -27 -27 -40 | Grounding Strap, No. Gc100- Per Foot ala coe ey en IES oe he Te .25 
501A Base Concealed to Expd. -67 - 67 -67 | Strap Clamp, Steel No. GCIOL. ........-..--eeeeeeeeeeeeseretees .35 
0500 “ with Tapped Boss . 34 34 oes See GN WOE, <5 os: pitas eich dares on bas hnnndeok eae .65 
510 to 512 Base .40 .40 .80 
—_— fe cn “nm .52 
540 to 542 ee 2 2 62 FITTINGS OR BOX CONNECTORS, 
to Metal Side Plates ‘ ‘ a 
40 to 42 Insulated Side Plates .16 .16 .34 ARMORED CABLE 
50 to 54 Armd. Flex, Side Plates .34 .43 .52 
60 to 65 Angle Outlet .16 . 24 .43 
70 to 75 Elbow Outlet . 24 .30 50 . 
90 to 03 Connecting Outlet St .34 For BX or Armored Cable Size of Price 
100 & 101 Straight for No. 500 Base .16 .24 Pe He Description K. O. ach 
110 to 113 . “ No. 501 “ .28 .34 43 Standard Squeeze Connector %- a3 ee IE ey Re af ” $ .06 
120 to 125 oe “ No. 502 “ 47 -53 .67 eee ae ae " .06 
130 to 135 = “ No. 503 “ 1.08 1.33 1.60 Ss Bin Sa Comnehet Bic kis icc occccdincvecssesece .06 
140 to 145 =" “ No. 504 “ 2.67 3.08 3.48 ” ee era eee P 18 
300 & 301 Threadless Outlet - 20 . 28 soem. Bb cccvakunswadthwetiehebelatens paw ebsbhhtsetiabe dns ies sinc eee 
310 & 311 34 40 conn i6* is 
Series No. Description 1%" 1” 2” STRAIGHT 34° -18 
500-501-502 Base Only $ .54 $1.08 $1.08 Squeeze % .30 
500X-501 X Extension Ring “ade \'. (aeaws BOX or 1 ” -50 
501A Base Concealed to Expd. 5 ee eee de Tangent 1 “ - 65 
0500 @ with Tapped Bese  =«scvcse —s_—saroeee ee CONNECTORS Type 1 -85 
510 to 512 Base -80 1.60 1.60 - 1.25 
5 22 - -52 Be LD "E absvavceedbeseesens porerer rT TT TTTiTiTiTritt Jodeede ces ctbia vob eset . 
$30 © 2 ete ies gue a eal | 
540 to 542 - -52 1.08 1.08 90 DEGREE Squeeze 44" .40 
30 to 35 Metal Side Plates . 20 .38 .38 ANGLE BOX or M .75 
40 to 42 Insulated Side Plates .34 . 67 .67 CONNECTOR . Tangent 1 - 1.00 
50 to 54 Armd. Flex. Side Plates yee pe Type 1% 1.25 
60 to 65 Sagie Genet oo = = PTT eCeyT CT eet © Gcd nd Oo Oo CO OSS OSES SESerEE® occcocege poe 33 
70 to 75 ow Outlet ° 1. -14 : 
90 to 93 Connecting Outlet ln eee .40 47 45 DEGREE Squeeze : -40 
100 & 101 ee eT Yo) eee ee abe ANGLE BOX or -75 
110 to 113 = “ No. 501 “ . eae ane CONNECTOR Tangent i 1.00 
120 to 125 e “ No. 502 “ .80 94 1.07 ype 1 1.25 
130 to 135 “ “ No.503 “ 1.88 2.14 MD fect nccun savas caponbnanncubesgdeddinwetss thats cabs sklieee geseee veg. 
140 to 145 “ r “ Ou 504“ 3.87 4.28 4.67 3. = 
Threa eG «wti(‘(‘(‘ e:C(*‘(<“‘(‘( kl le [UR eee daa A . 
310 & A ey eee PANEL BOX a i" a 
pe 
CONNECTOR ith 1%" 1.30 
COVERS For Round Adapti Boxes . A if 1-38 
Numbers Description Price 2.58 
1 Porcelain One Hole Cover OPE ccbcsccseebecinee PO OS eT ce gmt pees 
2 OS an od ntin eases ceoe se ravandehyehaees .30 For 54” Conduit .36 
3 Porcelain One Hole Cover .30 COUPLINGS e .388 
4 ree ee ee eee eee -22 = > -42 
5&6 Porcelain with Male or Female Nipple hodtasohintneesee .38 FLEXIBLE ag % S .54 
7&8 “ . “ “ “ “ mS .53 STEEL “ j “ .65 
9 «10 Malleable with 4% Male or Female Nipple. . .30 CONDUIT “ 16 a -90 
i 1 & 12 “ “ rs “ “se “ 4 . 38 “ 1 “ 1. 10 
NOTE: For “Adapti”’ Entrance Fittings See Page PL-13. € ws 1.60 
66 ELECTRICAL CONTRACTING 
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Fittings, Armored Cable Molding 
FITTINGS OR BOX CONNECTORS, ARMORED CABLE— ONE WIRE CLEATS 
Continued acd - B & D Type—2 Piece 
” . imensions 
COUPLINGS FOR Fer 36, Confeit “da | No. Height Length Width For Size’ Wire Price Each 
RIGID “ j “ "52 1A 4 1% 26006. .05d5 Dee siSS eee eT TEE, 
T “Wwe « .72 1%A 56 24% we ©” Boe pk Send 0060 bdbunee ed hana 07 
FLEXIBLE “jue « -90 ana “6 Hey \* z > Div cddvte cca khedsés.ce hacen “a. 
“ “ s AG “6 TEREEPEREEEEETET TTL La 
5. Geet OD OB OS ot ie ae ee 
Bushings or Parr@iet—-Breas. . ccc cctecesecccccscccccsccccecccccas -02 Sten be 36 1% — 500.000 EM 22220002200 20 
FITTINGS FOR “OVALFLEX”’ ARMORED CABLE 4\4%B “ . 1% 8 jane on... a” ee 
Number s ’ Diugsdiaticn rs 
2150-57 -60-61 traps—Fasteners IDS c's ob cceccbecces abe ° = 
2159 aa get Se —_ Wire Loop...... Hanetsedhaccces twa ‘ LOOM & L SUNDRIES 
2176-2180-21 et Screw Connector....... Reade decosdecsogocce . — 2 pe = 
2179-2181 ee OO ee .10 LOOM, NON-METALLIC CONDUIT 
2155-2156 ob Deere: Box Connector........... eterno eeees . He Size 1%” yy" %" \’ 5%" %" 1” 
ae Connector for Ovaliex to Metal Melding. °°001°°. 38 | price per Foot... ......... $03 8/63 so sa sts ' sf 5.23 
i “SOLDERING LUGS—One Hole 
HANGERS For Wire Size Wire Price 
Size Amps. Hole Each 
OS, a eee 25 8. $ .04 
= ae ee ee ee ee 35 i 4 .04 
FOR CABLE & CONDUIT Go sé-- +s apogee Shaae> Meno ek 4 a4: = 
Minerallac i Mila snc cbse eakdesdt iets akes 90 ° 08 
Hangers Porcelain Bushings ey Re Pe ae eo 125 i$" .09 
Mfgs. Conduit Lead Covered Price Migs. For 4 IE SE | Ane 150 ° .12 
No. Size Cable Size Jap Fin. Glv. Fin. No. Cable Price a a os oe es OE 175 3 .18 
0 %" No. 14 $.07 $.10 1 8-2-0 $.10 Se eee decked 225 ig’ 21 
1 %-% No.1to4,0 o .11 2 3-0-4-0 oe } RON ReRpEeeeeene Ot tne act 237 14° 36 
2 1 4/0 to 300 M .10 -12 3 250 M-450M 13 EI STIS 325 a 51 
3 1% 500 to 750 M 10 .12 4 500M-700M 15 | OL Re ee eae 362 _ .70 
4 14 800 to 1125M .14 .15 5 750M-1000M one a Wns Ge Bs oil ot, cls o nem 0 We ob > oe 400 144’ .73 
5 2 1500 M .14 .16 6 1125-2500M .24 Se Oe. Ge Bin) cin. oh o See Gh bs obs as 450 1%’ .76 
6 2%  2000M ce a a ore --- | 800M. C.M.. 550 1h" 96 
GEE Os 566d weed 04 Shades bees 650 1%’ 1.17 
ADJUSTABLE BEAM HANGERS For 2-Hole Lugs 
T & B or Similar With Regular Stud Holes Add 50% ‘To Above Prices. 
Price Each 
Type A Clamp Including Bolts Fits Flange 234 to 73%”. ............ $.50 , CONDUIT LOCKNUTS : 
Type B & C Clamp Including Bolts Fits Flange 7 to 12”. ............. -75 Size | Also on Page PL-8 Price 
Special Bolts... ..ccscccccccccccvccccccccecceccccecscccesesececs -10 +, Me eee O13 
“a a above Hiangere i Sate CC als Gh ededes cov ciel bacaccesctcnesete> Ce 
4 i ee A, |. Ao St. WOE I ois te ghia s acioks os ee wh 6e-eh $449000 AORN eS es 0514 
For One Conduit Steel $. 13 $.16 Ps 25 $ 3 $.40 $.51 $.65 $.82 Pe in Ck na eh om bES 6 WS Gir Oho ne Se he pein sce 950d bbbSed Gamal é 09 
“ Two Conduit Mall. .20 .25 .33 40 = =«.50 indie tha 2° *: 11 
“ Four Conduit Mall. 31 .36 244" ad .19 
NOTE: For Price of Complete Hanger add Prices of Clamp & Supports. 3 Sg ek coun bs bb6OGS Sab ste etebe Chee Desa ba ne 60 R0 SAKE .32 
Re .40 
HANGERS & PERFORATED BAR 4 ” A eae teeny Gao a .58 
Grabler LINKS 
‘ Perforated or Extension Bar For Chain Price 
For 34 to 144 Conduit Per Foot. ........--+eeseeeeereeeeeeeseeeees $.05 | Non-Insulating Splicing Links—Any Make—Each. hand ene aoe en << 
pe z to = > Mn ete teen erste ee te teen eeeeerereeeees .06 Insulating pat heh ees eke a UNS a ‘15 
YE tO GP net e ene n ene e ete eeen eee eenenenseees -08 Luminous Acorns—See Page PL-4 and Page PL-18. 
No. Muaigese 4” ed 1 1%" _MAIL BOXES 
1 Hinge Hanger with Extn. Bar & LagScrew §$.17 $.17 18 $.20 = = = 
7 Band Hanger Extn. Bar and Beam Clamp .20 .20 21 .24 ~ COUCH 
. ee, ee and Beam Clamp = = - ef No. 73 Tilting Mail Boxes Post Office approved per Receptacle........ .. $4.15 
c BeBe a BPs Lp? “TILTING” Speaking Tube Type 
o. ‘ . 7 a 79° ~ € 
1 Hinge Hanger with Extn. Bar & LagScrew $.23 $.25 $26 $.31 i —— “i _ = sii — -~ - 
7 . ar 3 > 2 : x - NO. O oxe ‘ ~ 
3 ene Speen © == py a ane = = , aI | Price ea. 16.29 21,60 27.00 32.30 37.80 43.20 48,60 54.00 59.40 64.89 
200 Band Hanger Only 12 -14 16 -17 SINGLE GANG Non-Tilting 
Lag Screws— Beam Clamps & Beam Plates No. 78 or 780 with call button or speaking tube unit.......... Price each $3.15 
No. Each E h 
19 Flattened Lag Screw with Bolt-}4” to 134” S.G 2 tates. $07 MOLDING, NATIONAL 
20  eotg ~~ Lag cae, no’Bolt %” to +e fon Fw... .07 — 
21 Beam Plate wit olt "to 1%” — Fer, ).: .06 MOLDING 
22 e »p-Forg x o %” o ize on” ” 
aS Sram Cone rege Son ete Be — se 20 | Nos. 022 & 222 Molding For Two Wires—Per Foot... -.-....2.e+sees0es $.10 
033 & 044 Two to Four Wires—Per Foot. 5 Sica alee det 
“~ 
KNOBS, TUBES & CLEATS, PORCELAIN FITTINGS 
No. Description Price cose No. Description Price Each 
oy 201 Packing mak Semuee oe $.0 pe rn Score Raewe _ ae = 
a Dials cccescdcces : 5 ouble Strap........ .0 
KNOBS With Price Kou on 232 Coupling 04 © 355 Ground Clamp....... 05 
Typ S it Nail anal 234 ROUT ¢ wibiieas 04:0’ 43 356-7 Keyless Socket. .... . 65 
No. 5 ep i Knob $ 0234 al crews 235 RES Sr eae 24 360 Conven. Outlet.......  .75 
rt ly dp wg eR Re 024 seeeee $.02 236 90 Deg. Elbow..... 20 363 444° Plate........... .35 
5% - fl Cot Fae © eee rey . § abi .02% 237 45 S  aveee 20 363A 434° Cover 04 
) Pa PRI ESE: eae ‘-éaig 0246 «+ +e 80 2690 ¢ ® (C... a ae ek ere 28 
Knobs Solid. . yg ee ie Oaig 245 Single Strap. . —— 363C Yoke. .06 
¢& $4) Soli "t On 1 . wes Nees -03% 255 Ground Clamp.. spelems .04 365&A 44" Base " .60 
eiso's i Aes i Bast K.. ee 7! 278 Adaptor habeas . aa 365B tS Fr ae 
om pin Sane. hk ear diene.  -aeeaa sees 2 i, ‘08 365C 415° Plate. eS Sa 
ic Sid ie 2 G coeees  seeeee coeses . 301 Box Connector..... .15 366 6” Canopy Base......, 85 
6061 Solid Teleph. 2 Groove... 6... sce. eee -07 303 Adaptor........... 04 366 A- B-C 6” Covers............ .50 
a -10 315 Connector......... .B5 Blank Cover......... .25 
316 90 Deg. Coupling... .30 ort -2-3. Porcelain Cover...... .25 
TUBES 317 90 Connector... .30 376 Commer BOR. cc. Sas 45 
3° & Length 321A &B Rawil Plug......... .04 377 ee eee 10 
Diam. under 4’ 5° ’ 8” 10° 12° 14° 16° 323 Joint Cap. on oebeee .02 392 Snap ee .85 
WA] Price Each $.011%4 $.02 $. 024 $. 03 $. 10 $.17 $.25 $.32 $.40 332 oummeg & wae —s 396 Pull Socket. se es .15 
” “ “ 02 02% 19 .27 .85 .4 334 ross. — 397 Key 24" Base 7 
” “ “ .04 “05 = g “91 .380 "38 .47 335 Tee eee ee eee ee eeee .24 398 e L 50 
me: : ‘07 08-0911 115 125 (34°43 152 | 338 = ‘Deg. yy Eevtene Sook. Bees.” 2 
” “ “ xt. ow. . ase for Socket...... wv 
BOS lS 5s ee ee  -OO Ee S Contes mnen...6 00 6 ae Box Connector....... .15 
7. “ ee = Elbow. > 7 = Gilty Bor. Fitting. vb 4 
ap for int. ow. .1 tility Boxm........6. ! 
CLEATS 339 Drop Cord Box ... .37 412 Connector........... 24 
2 & 3 Wire oot gooeuen S _eerre a . 7 = 
urface Box....... 4 4 
Standard No. 334 2 & 3 Wire Unglazed Cleats without Screws Per Pair $. oe 344 Base Coupling..... 04 d10AKB Toggle Bolt... tees ors ° .09 
Glazed | 345 Single Strap..::... .02 10 
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ON-METALLIC Sheathed 
N Cable may now be ob- 
tained either with or without 
grounding wire, according 
to 1929 revisions of the 
National Code. 

The need for just such a 
dependable non-corrosive 
ground return has long been 


felt by every thoughtful con- 


The above Manuf: 


found | 
only in non-metallic 
sheathed cable 


ers are Li 


calls for grounding as a prime 
protection for life and prop- 
erty. But it remained for the 
manufacturers of Non- 
Metallic Sheathed Cable to 
provide the first continuous 
non-corrosive ground return 
—and to protect interruption 
of its continuity from me- 


chanical injury by placing 


tractor. the conductor inside the 
Good practice generally cable. 
| If you have not seen this new Non-Metallic Sheathed Cable, write 


to any of the Licensed Manufacturers listed below, for sample. 


American Circular Loom Company 
Anaconda Wire and Cable Company 
Collyer Insulated Wire Company 
Eastern Tube and Tool Company 
General Electric Company 
Marion Insulated Wire and Rubber Company 


National Metal Molding Division 
National Electric Products Corporation 


Rome Wire Company 
Division of General Cable Corporation 


The Wiremold Company 
Triangle Conduit Company, Inc. 


i under Non-metallic Sheathed 








Cable Patents number 1439323; 1520680; 1203788; 1673752. 


SHEATHED CABLE / 





NON-METALLIC 


SHEATHED 


ABLE 
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Providing Cord at Car Window 
and at Garage Door 


| 
ty 
‘ ~ iit 
| | 
| HW 
Cook £04\\ |, 
en gengr aay | | | 
TTT Pert e yyy f 











For Store Windows and 
Temporary Display Booths 











For Ventilating Fan Over Sink 
Where Difficult to Reach 















HE famous Levolier Switch 

that takes the continuous 
wear and tear of switching on 
and off 500 watt gas filled lamps, 
can now be used for many new 
applications through the use of 
the new Levolier Bracket. 


With the new bracket you can put the 
Levolier Switch where you want it—and 
quickly, too. The pictures at the right 
show graphically just how the Levolier 
Switch Bracket works. It fits like a part 
of the switch, it holds the switch firmly 
wherever installed and it is small and 


inconspicuous. Speedy, reliable instal- 


lations are assured. 


The sketches at the left offer a few & 


suggestions as to how the new bracket 
may be used. You will think of many 
more applications ways in which this 
little bracket and the Levolier Switch 
will save you time and money. 


Send for Sample 


See for yourself just how. the new 
Levolier Switch Bracket. works. 
Samples of the Levolier Switch and 
the new Levolier Switch Bracket 
will be mailed free for the asking. 





Be 4. 















































Showing Levolier Switch 
installed with Bracket. 


Fasten with two screws 
to ceiling, wall or de- 
vice being installed. 


Place Levolier Fixture 
Switch thru opening 
and screw on nut. 


Run cord from switch 
to a point convenient 
to use. 
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Reading This May Bring An 
Unusual Opportunity To You 


Selling electric ventilation is asound, 
profitable business. The market is 
large, sales are not difficult to make, 
profits are net profits. If you are 
already selling electrical equipment 
of any kind or sheet metal products, 
electric ventilation will not add to 
your overhead. And American 
Blower will furnish you with a com- 
plete sales and advertising plan and 
free advertising material. 





Thousands of contractors are mak- 
ing a good share of their profits each 
year selling American Blower Elec- 
tric Ventilating equipment. Many 
of these contractors entered the ven- 
tilating business through reading an 
advertisement similar to this one in 
this publication. 


VALE PLAN 


You can do the same thing — if 
you'll answer this advertisement 
and if you’ll let us lay all the facts 
about the ventilating business right 
before you. There is no obligation. 
Write today. 





Sell American Blower Electric Ventilating 
Equipment for stores, offices, tactories, garages, 
shops and many other types of buildings. 














“COUPON 
AMERICAN BLOWER CORPORATION, DETROIT, MICH. : 
AMERICAN BLOWER CORPORATION 
CANADIAN SIROCCO COMPANY, LTD., WINDSOR, ONT. 6000 Russell Street, Detroit 
BRANCH OFFICES IN ALL PRINCIPAL CITIES 
(910) Please send me your Sales Plan book 


Name 


merican Rlower * 


: = . m a Se ee 
VENTILATING, HEATING, AIR CONDITIONING, DRYING, MECHANICAL DRAFT 


MANUFACTURERS OF ALL TYPES OF AIR ew wh awoine EQUIPMENT SINCE 108: City 
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Molding Plugs, Attachment 
FITTINGS—Continued N-SUNDRIES 
0. Description Price Each No. Description Price Each 
420A&B Spring Toggle Bolt ..$ .08 Single Plates ye eg —_ 
420C ' OE 51-61-91. ..8 .13 PIPE NIPPLES 
421 Lead Shield.......... .10 Two Gang Plates 452-62-92..... . 24 
425A Folding Strap........  .02 Three “ . 4 40 Made from Galvanized Wrought Iron Pipe 
426 Susp. Strap 2 Line.... .04 Size of Nipplee and Price Each 
427 hind « © eee «O85 441 Single Adaptor....... .60 Size Size Size Size Size Size Size Size 
428A Folding Strap. ....... -08 442 Two Gang 1.00 Length "waKK" \%’ %" 1’ 14° 1g 2° 
430 Fizture Rosette...... .60 500 Bushing............. -08 | Close Nipples... $.06 $.06 $.06 $.07 $.10 $.14 $.17 $.20 
434 Single Strap......... .06 513 9 Gage Adeqge: ee 1.50 | 2 to 304" Long "10 “10 Re 2 et oe be ea) ae: see 
435 Double Strap........ O8 514 4 S @ ...... . 86 pf Re errr oe re rte ee ae 
436 Coupling... 06 515 5 “ Sootteeee 2.50 | 3” to4%" * Ge Gareth er ee Ot 
437 45 Deg. Fibow....... .20 516 , ae St ett 2.95 | 4° Long......... 96. ees 2 ee ag ol ae 
438 Sgle. Flush Box...... .80 523 Busch Surface pon ? Se overs 12 12 14 14 90 24 "30 "38 
439 * Surface Box..... .70 524 2 £ AE ch green ee -— a ae <_< scan Ae 
4395 i OS, TI es. ees § Le a gpeen ae ee 21 #27 |. (CSS 
440 Two Gang Surface Box 1.00 526 a9 % o OR eres 20 91 23 “30 ‘37 "45 60 
2155 90 Deg. Connect... .. 9) a es eny rr 22 25 33 40 50 .67 
2156 fh ee “cath ba ploy ee os... a ae ee Toe ee 
C yah Be ars Ue above oP oe Py og made paste \ nage e' 
aivanized pipe as use y piumbers ocal rules ca or nipp es to be made 
OVALDUCT from genuine conduit add the following: 4 “a 
ON NE eect aet AR aE CES ED RRM BL NE Per Poot $.18 | £°° Morice made from gensize beck Conduit add 30% to above prices. 





OVALDUCT FITTINGS 











For nipples made from genuine Galvanized conduit add 40% to above prices. 





CHASE NIPPLES & COUPLINGS 

















No. Description Price Each a a ‘ 
. Siz yr yy’ we’ ye ies. SG P 
401 Box Congerter po) % Saghaet iiehendsctauns bigetedaseta $s. 3 iain ne each $10 $10 $10 §. “4 $25 5 $.3 30 $3 32 28. 45 $3 4, $1.05 
He sgucene Ls oupens Re We bt 05.06 5.00 56 ctengbsedeces ‘- r Couniiags . i met xt he qeepepreyebtererendarree cee 
B35 4B Flat ts esssessssssssssascacececcccsess (gf | For Erickson Couplings, see Page PL-S. 
poy J “: pes COGRRRIET . ideci ccd vt bs cide ccbnsecesesiosee = 
21 $9O TOGGIS FPOSTOMES . oon ce cece cece cc cccccccccvcccccscces J | 
2161 I ile od a'we,6 0 0% knlse db conc ce sc cece ceccscesense 02 | CHASE MALE REDUCERS 
2181 Connector Ovalduct to Oval Knockout...........-0seeee0e: -10 | CHASE FEMALE ENLARGERS 
2662 Ce ETN Os 6 6 a nekc Kk dE eeiths cb ekens cwewenvécdoacs 21 
a0ss Outlet Bo Ring for Beow Ay pings or eesseceese nese cece 2 T & B or Similar 
5 tlet t t ROD. . -wccsesbaaetbowndnats : . 
NN ales a 1 seabtemupbonenttbsiessenesseessstess ‘BS | Sto M47 Reducer, each.....8.20 6 to. 44" Enlaggers, eagh....8.30 
2865 7 “ 3% x % with Fixture Stud... ..........---e eee 27 |) 1% 41 « Rs ioe “40 ele 1K? . « **** "30 
4170-S1 = Sectional Switch OB Oz 1G ZI... cccccccccccccccoses -38 1% * 1%’ “ ot" fae 
4172-S1 Sees? TOP SEONG GER occa vk oe 506 os bij cd is cccned eSbekangssse | wea 
ae 
Insulat 
MOLDING, WIREMOLD Millonite Insulated Nails, per dozen.......-... ++ 00 ++seeeeeeeceeeeeeess $.05 
ills tia cay Ja REG «5c ea Ae Sy Nach For et EIS ETS .05 
Staples Insulated, e A A SET .05 
MOLDING 
No. = o wires price per ft. sig, lnduswed beg ss sbbodcdab teh buesen4 3. by PLUGS, A I I ACHMENT 
RE ia renee sees cont> eorenertone 35 | 
FITTINGS | ATTACHMENT PLUGS COMPLETE 
For No. 500 For No. 700 For No. 1000 | , 

2 Wire Size 4 Wire Size Master Size Style Cap. Blades Price 
at No. Price No. Price No. Price Pony Comp SE et eee eee oer Te Comaraiticn Parallel x ‘= 
Couptin DO. ckbapgesevitedaneed ; ‘ d © SRR TOES etch aac C a A . 

AOR EA REIL Tis 04 702 04 1002 . tandar OMP.. see eececesereseeees omp. “@ 25 
Supporting Clip Liseheknegenanne 503 06 5708 08 isss 68 - eet e teen eee e ee eeeeeee ae hy. rs . 4 
geese: , s ee ree F 2 ‘ 
Connecting Cover......-...0-.. 506 04 sm Oh wees sees a , Comp... ..--++++eeeees gps 35 
CEES BOND cc cc ccatcccesoneges aéae ‘ oaes hie 1 ! a, Seapets oeseseuns . . 
Grount | Coup ing or Clamp. .... 509 12 5709 12 1009 -20 sores 1 MO ete e eee e eens nal ty pepee, a 
UE at bacaonesesssheat 511-12 .22 5711-12 .22 1011 Se ET ee, a. Soocestnyosevion Bente Dov. Flares . 
Tee Plain. . Seek dei kc deeee .86 5715 MBX css ieee eres |” os obs seen voted en me Piece one .35 
— Plain. be0eE COR eter CeES oof ‘= isis ae o38 
nterna Oe setae ndaedune ‘ j 4 
| SRS bphesgpsepepeny age” A ann ae ees CAPS ONLY 
External Elbow .22 ©5718 -22 1018 For Attachment Plugs 
Corner Bor......... .387 5719 . weer Style of Cap Blades Price 
Narrow Fitting vse» 5720 -55 Composition Pony... ......-ssseeeeeeeeeeeeeeeeeees Parallel $.10 
Show Case Fitting. . ans --..  5720A 45 ee Standard “ “10 
One Piece Rosette. . = .36 ©6721 .36 ° “ “ 10 
me Fiese Rosette and Block. . .522 . bese énwe ° “ “ Polarized “10 
xture Rosette, %"............ j ae indie d ; “ 
cekqen ease SS i Baigite CUSSEEGSISS pill 39 
Receptacle Base. .............. 525 .70 5725 .70 e ale Oe ae oe rw oy “ “20 
Keyless Receptacle............- 526° 90 5726 90 "Rs De Re hae « “20 
Attachment Plug.............- 527 1.00 5727 1.00 Paraline Convertible Convertible “40 
Utility Box... ..-.-.seeeee sensors --,. 5728-29 .36 RS ee te eS ee ee ee Tandem -20 
Contac Bice... oo. cc seccccccccses 30 ©5730 .30 Metal Covered Pony Parallel 15 
lank Cover. re 14 A731 .14 Standard Se ee ore na 15 
Outlet Box, 234” or 8”.. ...... 532-33 .45 «5732-33 45 ey See gekondenecchbactaaeaee . 45 
Closed Extension Bor............. seoe 6S a wenn see “ “ EN CGRRS A BEE 5 Polarized “45 
Distribution Box.................. em 5735 -70 1035 1.05 “ “ Wy Meta «cin cin da ob dnccc sad. “ 85 
~~ jl -,aepenee ek Tee Te | BER Spree o- “ bp wh ihbt + bo & 8 haee « Tandem “0 
Ratgaaten ot Eeyore Bes. eS oun a -65 “ “ “ ice ee ek eee “ "50 
cece econeceeso nse oe ‘ on * OO ee rere ere .95 
Combination ‘Box Bocce pecucesec oes ae 5745 -70 Knostrain Composition. -.........e+eseseeeeerereeees Parallel 95 
Switch or Recep. Box, Single....... ae 5747 -80 Brass Covered. ........s0+seeeeeeeeeeeeess Tandem 85 
Gang...... coos S747 1.05 RE... FER), PE peppeeees te RSH eh . 95 
et ae * 8 Gang...... sees 5747S 115 Cord Grip Steel Covered... 2... sc cccecccecceeeeeees s .50 
Surface Box, Single eee veescecesees eoce 5748 .90 “ “ “ i RS ee tae Parallel 50 
“Trae: ~. Lenbencemmeege coon ee tS Ua. 2k nv kiny biker ORE ee FMEA a aes Polarized 50 
BOR. ccceceseses cece ° “ “ +4 
iin... sete 748S 20 PN ick stad eUbcer be bnidecdbteesves .85 
Push Switch ° Ones * ‘2 4-4 ‘2 
oy ‘m0 . BODIES ONLY 
Adaptor Plate and Cover, Single. .551 70 =©5751 -70 
% he ie 3 Gang. 553 1.35 $783 1.38 : For Attachment Plugs 
ang ‘ : ‘ ‘ 
Blank Extension Bor.....-...+. 3: ia, 5760 | 95 <a; MET Ow or trt art re reer 
Box Connector......----+-----881 "34 S78LRA 134 ~ ah Pe Ge Re ia 20 
Conduit Cou ling... .582 .38 5782 & A .38 : a 
shoe Bea Coe Mee h6[Flco Ue : 
on vit w @maiec..... . . 
Combination OL ba re .25 5785 a. som ohge Flasher Plugs 
GED GOONS. ccnccccnececeves Pe. .40 1086 .70 | Diamond Flasher Button..... .60 
nwork Coupling............588 36 46. 5788 . Ape Py-4. Skeedoodle Plugs No. 125..... 2.50 OS ea a ee $.380 
| Yl,” re coun aeakmeews nie pees cows 1087 34 - ~ Oe Gee 368 .60 ee Es 6s ken cen da traden -90 
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Plugs, Appliance Plates & Plugs 
PLUGS, APPLIANCE CUTLER-HAMMER (T-Y) 
Fuse coments Flush Mounting 
Number of Circuits 4 6 8 12 
, Make Number & Description Price Each | Black Enamel Finish No. 2B to 12B si. 90 $2.60 $4.70 $8.25 $10.25 
American Beauty .802-803 Plug Complete for Small Irons... ° $ .50 | Aluminum Finish No. 2Ato12A 2.45 3.45 5.40 8.70 11.70 
> ,~ = , " c Large ison idle eadwe’ oe 1.38 
coasters toves........ . 
pS 6510 «= * . with Switch. -90 SQUARE D Fuse Cabinets 
Beaver nee +...-Fl Gripall Super Type & {ort COGNNOR, 600.4% 00c0s 45 2 4 6 8 10 12 
Mo tte ee eens F4 a “ Nickel Alloy Contacts........ .55 Series 37000 to 39000 Ciret. Ciret. Ciret. Ciret. Cirect. Ciret. 
Mo beeen eee F5 Armbeed Capes. c.... iso ccs ene .55 Flush Ser'es 37000 Black $1.85 $2.50 $4.50 $7.90 $9.60 $11.25 
Seth be te ~ m “ Type fare ie Alloy Cont. oe “ 37000 Aluminum 2.35 3.35 5.20 8.30 10.00 11.25 
Se enedecces * = 1g rade Bakelite......... . Surface Series 39000 Black 1.85 2.50 4.50 7.90 9.60 11.25 
> uiedad®ss F22 Suitzall oe ge ee ae SS ae .20 NOTE: 2 & 4 Circuit Flush Type are also available with channels for Lath 
we nteeeee F31 Ne ee aaa Se arre -15 Ends for mounting d-rect to front side of studding. For these cabinets add to 
tr eeeeceee F32 wt PIQUE COMENEIG. 6c nw... ccecectccee” ME | Saagle Prige Gad ccc .ccesecccoscesscvcccceamenctebhppebme telbse oes 
+) . -diiweas F32 ST | MIN, oo 1h ols cn w ddlelne o ene .30 
<a F34 >" EE NN EO 5s Sa otc due deccvccds .30 
tne eeeeeee S a Gcipall Flug Adjex. ee ee, Oe mee . WESTINGHOUSE Junior Residence Type 
i thbtiheocd -21 Pus PE dw odtet cake soccdvedeeasst™ . 
“ * ee 2 4 6 8 10 12 
Bryant.......... 58 New Tossie Type. Sebi e 2... oe toa ‘= Galvanized or Gray Box Circt. Cirect. Ciret. Ciret Ciret. Circt. 
Secs TSR Se ES MES Si crter than 668..... 165 | {unior Residence Panels 
Cutler-Hammer...7051 Plug Compiete with Switch. ..............00+ -90 be a $1.70 $2.50$ 4.50 $6.65 $7.90 $10.00 
VET. eee ee eees 18 Up. Coonocter, Plug for 3% & 6 Ib. Irons..... a (poles ae & 62399 ttac 1.75 2.60 
coocescvece witc lug MER an 0.0 0s ccwdcs cvcdls ic cees ce ° - ” - te 4 ee een ee 
ee ee 200 Seow Plug, no Switch PTS OS ar AEC .45 qe or | pemews Panels for 
Hotgolai....-----CDOPL Inga Plog sn 2° woo2.2L2 LILI Tag | No eaaueas eomarest ..... 6.65 10.00 13.30 16.60 20.00 
a thaeeeees <peses a Bs.< . out sermer jredbbiah Reap neee a 
ete Regie SEL, OL cbse ou keatloascede : 
Phy 7020 Appliance Switch Plug .90 DIAMOND PANELETTES 
Kool Puii (Colts). Appliance Plug, SA ict ate eo Surface Type Flush Type 
with Switc . =e , , 
Liberty.......... OD MN conv cde dats indandieuscibttons 35 | No. Circuits _ Size Price No. Circuits — Size Price 
Plugall eievdses.od Zin Appliance Plug with Sprin 20 | ar : say oo. : . Tig 3.20 
eeeeeeeree wi . " > 
wees S-6 6 8x12 x3 3.50 F-8 8 8x13% x3 8.25 
hegre oe 4 Al Applies soe TTT BB] ES 8 SaNaatg G85 Flo 10 Blige 9.75 
“ers eT e 56 Armored . ; “55 | 5-10 10 8x1544x3 7.40 F-10 a 10x18 x3 11.15 
. 4 gn 62 Iron Plug with Switch... sage triiiiaseseesees 5 S-12 12 = 10x18 x3 f 9. <™ sh eC rere 
aid pie dbns oe ppliance Switch or Pendant...........eeeeee M oggle us 
Reynolite Yededsce 500 Reynolite Connector Plug, ey DOG sine dnc cede -BO | No. of Circuits. «..cccce Type. 10 12 
otteeees with Switch.. XT 4 ene eee FS-10 FS-12 
PEOED. dnt Goccee P-21 Appliance Plug PERE See * .25 a $6.60 $9.90 $14.85 $17.30 $19.80 
— ‘ew@itivédiet tan P-29 ee OO FT ne Gn, We es ae eee . r : . 
aS See bor} m2 “Bakelite ~~ ween a as oe ° ‘- ; 
a Res . 24 » SOOT 5s ds 0:c 60.0000 6h ‘ 
> pEemeeuese 850 a ae 9. Se eaernarierpec .65 - I INI ) 
o |: eeetwoued 800 “ Armored With Switch...........ceee0 1.00 P Ss RIES 
Security . cc ccceee 151 Security Appliance Plug, no Switch............. .40 
popes pRbcbe shes we songee Appliance Plug, no Switch............. on 
unbeam......... REE BOG 0.0.5.0. k 0 Kb 6b 00 ce debdee woes un de ve 00-é5 : 
_ "| Spree B-060-3-4-5-6 Safety Control Plug.............02% 1.00 RUNNING THREAD, PIPE 
* sete nshe B-—080-3-4-5-6 Heat Control Plug.............0e00% 1.00 4% yy" <. \’ 
Westinghouse. . . . 299423 Plug Complete, no Switch.. Se, RED Ee BOMB ao 0.0 vin adc cpnavccntccanmanae $.25 .30 $. $.45 
....373656 i ce ecatad 1.00 
White Cross ae White Cross Heater Plug, no Se gestae scacacesas 4 SOLDERING PASTE 
coos wit WIRE. cccccccccccces ° 
(Also on Page PL-25.) 
Half One 
PANEL BOARDS OR FUSE CABINETS Mate OnE CR SA oy 
Cans Tubes Cans Cans Cans 
Oe binds 6s enseeeshes $.30 $.40 $.55 $.90 $1.50 
a os = pea = © : ~ 
WNDUNE 5 66.4000654060 006s He) i Kiacies , » : 
BULLDOG FUSENTERS ) COREE Teg fer et” Su dises unte vieau .80 1.50 
2 4 6 8 12 DG 6 66644 6045665055 de. “\Nasgese gubemead .80 1.50 
No. Description Ciret. Circt. Circt. Ciret.  Ciret. Nokorode.........+-0+++++ BD cccccce cocccee . 80 1.50 
CBS Surface Pie chald $1.85 $2.85 $8.95 $7.10 $10.40 
inside shie . . . . . 
BOS “ Black Finish with- og PAINT & VARNISH 
out Shie “UV $=MarBo cesses e000 eeeeer 
BF Flush Luminized Finish 2.50 3.75 5.40 8.80 "11.80 Insulating 
BBF yd Black Finish | S| Be CMD ctvcce etarss Per Per PerHalf Per 
BSF ¢ Lum. Finish with Make Pint Quart Gallon Gallon 
Toggle Switches... . 6,65 10.00 13.30 20.00 | Armaac...... cree eeceeseeeseecees $.55 $1.00 $1.75 $3.00 
BSS 7 Lum. Fin sh with Ajax Varnish Ble. BB. a ccccccsccccece .40 75 1.35 2.20 
one 30 A. Saftofuse ..... 20.66 22.00 32.00 35.25 BROMERC. oso cc cc cccccccccccecscces .40 .75 1.35 2.20 
BSS = Lum. Finish with G. P. Black OP CHORE. cos ccccccosccss .45 .80 1.45 2.60 
eer one OA. elevate ates 21.60 22.50 32.35 35.65 Teptorec ee Diving Sobek MenbESe 4 78 138 2.2 
= . Fini - olac Quic seer ‘ 4 * ‘ 
bined Some & y: P Diack Sasereting Goahuwpenedote D4 ve : .-2 
|). Sra er 6.65 10.00 15.00 20. & B. No. ao” Der aerate ° J 
ag meg wy Resale Prices on all other Fusenter Combinations deduct Pothead Compound, per Pound... 2.1... cesses sececeeceseceesscccecs $3.55 


Jo from Bulldog Co.’s List Prices. 








All Steel Equipment Co., FUSE CA#S 





2 4 6 8 12 
Style & No. Description Ciret. Ciret. Cirect. iret. Circt. 
C-70 Surface Small Type $1.75 $2.45 , eee ee es 
C-9024-6 Flush Small Type 2.20 2.85 GO ceeseoe oevese 
Series D Surface Type Sgl. Fuse 
3004 to 3074 Se on Switch ..... 3.20 5.10 $7.50 $10.10 
us 
3034 to 3094 Not for a Switch. ..... 3.75 5.60 9.00 12.10 
Surface Type Dbl. Fuse 
4002 to 4012 Notfor Branch Switch. 3.20 5.10 10.10 23.00 36.00 
Flush Type Dble. Fuse 
4022 to 4032 Not for Branch Switch. 3.75 9.00 12.10 27.00 45.00 
Series DS lush or Surface-Sgle. 
& 4300 FuseTrims forTog.Sw. .... 6.90 9.25 13.80 21.00 
Flush or Surtace-Dble. 
3500 & 4500. Fuse Trimsfor Tog. Sw. 6.90 9.25 21.00 34.50 70.00 
) 
| TRUMBULL—CIRCLE T 
) Residence Panel Boards 
4 6 8 10 12 
Surface or Flush Mounting Ciret. Circt. iret. Ciret.  Circt. 
+ le No 3104 to 3212 Flush Mtg. 
ating, 2906 to 2912 Surface Mtg.$2.85 $4.60 $9.75 $11.30 $13.00 
) Double o. 3404 to 3412 FiushMtg. 
) Or Fusing 2704 to2712 Surface Mtg. 9.15 12.45 18.25 23.25 26.60 








September, 1929 





For Pipe Straps, see Page PL-25. For Solder, Sticks, etc., Page PL-25. 





PLATES & PLUGS, RECEPTACLE 





PLATES 
For Flush Receptacles 


Bra S ng we in S — * 3 
ra . Brass pra yy 
Stand. Recep. Plate Single or Duplex 's ib +2 
Lift. Cover Pl. Single 
Lift Cov.2Gan ng O 
Combination Switch & Receptacle...... 
Disappearing Door Plate Feet. 


TOC P eee eee eee eee eee eee eee eee ee) 





SUNDRY PLATES 
For es 
Bakelite or Composition ae Single or Duplex Each 


ang Combination Plate 
Guth Porcelain Plate for Single or popien Receptacle. . 
Mirror Glass Sage ie Plate $1 Duplex $1.75—3 Gang. 
Bryant Wood Inlaid One Gang For ingle or or Duplex _ Sy 
ees se | et Om ea eeme 
Hubbell Bakelite Screwless Plate “ glee e bg 
ss Brass Single Plate for 30 Amp. Receptacle 7072 & 7114... 


ee eee ee ee ee reer ee 














PL-18 
Plates & Plugs 





Receptacles, Surface 





CAPS OR PLUGS For Receptacles 
Style of Cap Blades Price 
Cc omposition POG Sd oo FA ice Ves ctiFUh AM Parallel $ .10 
Standard. o owabe cb bcebhe cheese te odde état _ .10 
M » pay ae bay ccud ete nc cubiads Mbbues Gb ented Polarized .10 
we IND. 0.00 apie 60.0 dbikdls oe bheagtah ee be ne - Parallel .20 
es NE Ns nnn ones uveses dbbGnsete esas’ Tandem .20 
S BA BE eT Eis 0 Ge 6h eWeneens cenges » Polarized .40 
> wo yy Be) 66 ik Ab cibetue cb eltess 2 .45 
= - ~*~ Ge ~~. spekecbdascuséeneetavel 5a 1.50 
- 3 Wire ae. seu@ebegdeseccsentenin i” .45 
- — a. . oe dbe ens oases 6eeeeeie - .65 
- + Bh a.” . sab viseds bet.cepédeba tas - 1.25 
i Se... SRT EONGs 6c cedecdeds acdeuesseess .70 
Brake Cvens mt te Oks cc osc censchh oecuss cgseses Parallel .45 
“a a ee Pi itacnssswevatehases et waesc et Polarized .45 
- i PCIE, vconespatedsses detsees - 85 
- 2 Se Se ERS nc dddiecesd.ddeedtei sane Tandem .50 
os a kh EERE EUETE EEE COTTE TE Polarized .95 
> © EP ics bb 00-600 09d 6 chi Cetekreedes ° 1.00 
eel Cc overed PP UTE cccconsndwssade¥aaereewenexd ar 2.25 
a a! A ee ae es . 1.85 
Kn str TT ee eee ee eee Parallel .45 
rass Covered Coe eee Hee eee HEHEHE EE EERE EES - .95 
C ice £5. vile eh eievdeeves<doneud Tandem -85 
. “~ MTT CT CTT IT TT TTT TTC " .95 
“ Heavy Duty we 40 db bivce dekbeeecuduades - .65 
; 1rd Grip Steet C ered bin bGecthst0dsebbeenesenuneneee i .50 
odbc dae tkaetenedeeiendedennbens Parallel .50 
e pid - Ose. , eddie sauhehebikeesnsccameasun Polarized .50 
9" “ 3 Wire 10 a Doni idk aeeehhe es kenkeedeweaen 7” .85 
vai ne a GG sc aches rebeeteaceteacet cet t pa .60 
. © FS Wee ae ik midds vansiclivasiandadthis A ta 1.70 





RECEPTACLES, 








ST ANDARD RECEPTACLES OR CONVENIENCE OUTLETS 











Without Plates Plates Entra Peice 
Shallow Comp. Side Wired Single. . Peal Shwae oqse an $.25 
Duplex.. sad dee Cuan cme He ceenwe 4e'ee 35 
. Porc. . ©. Ae. Se ee .25 
S - = . Duplex.. Re ee eae een .35 
Die = Cm Te inh ado cos orotic ss veccvdosevecentgeae .45 
53 es 9 - Duplex. . eh iebedats othe ciden ge 05-0469 O86 .65 
- Porc. - - OS PS ES ae eres a re 45 
“ st ad “i Duplex....... ca barhk Sacks ot 65 
SUNDRY RECEPTACLES 
Plates Extra Except \ Where ) athes _ Price 
For Lift Cover Plate Single. ...... 7 
i ~~ | rae Faire s databiaduwlakoue ess ae .80 
xWith Rd. Met. Cvr. For 3% Batt GRID ois nbs nke stews sec cece see. .30 
s = “é ™ . “ dad s+eeheteeede oveelawbe ea 45 
= _ nc vs > = |i edosmupboesuebrss tia .35 
~ ee = <j ie coman ee EP rT Se eS .50 
xWigh Rg. Brass Plate Smail Single. . SUS UU erwetevUSDeser eeereeever “Bunn 
Barge sa civccrccccaveccccccccceccencees 1.35 
Edison SE SE Pe og on 6-0 ncds co vaecaeensuer seedetwnente .25 
Disappearing Door NG Ns Fe UASS eS KK Cndeds wnccdes ches eweseees -75 
* ~ “gaan Re ey ee ra: 
Screwless Plate Recep. Single.. hid nov ative b4 ess Seen Cadinect ss .30 
Ms 20 lod 6h dso 04 00 66 Une S awed enéees oe 45 
10 Amp. Polariz. UPON. ---anage ss sciassrt aiieentiass .65 
20 » -_- 2 © ail ue ebheve es eueoheset eee ekes sae 1.30 
30 * - - = + pg did ddtedt oe nthiekns ov cease eee 
Ji » a | D Teh ad nbn Weer eae ee + 4k 66nd sree en ee 
_—:.* - - - = - lap edetiiewecs. cs belaenceatebss heen nae 
—. * “ * * = oe eer : oe 
YAXLEY RADIO RECEPTACLES Price 
Nos. Connections Brass’ Bakelite 
134 Several WUE UPON. odode dee cuvewvebccsosevcs $2.50 $2.60 
135 er rr ee ee 1.00 1.10 
136 ce Manesco eta eOUNeeee sat uaes 1.00 1.10 
137 i «25G besacadcéecene tak S Behe heme 2.50 2.60 
138  . . . ca Vilewes ence eceeeavetenethhie 1.00 1.10 
142 PAS... Gi Mens 06s beheentéb bManeeas 1.15 1.85 
238 Loud speaker, aerial & ground. ...........eseecees 2.00 2.20 
241 Aerial, gr yund i i 4 42csceielesanelwedewl en 2.00 2.20 
242 NS") Tg Fer ere 2.00 2.20 
239 Aerial, ground & battery. hn cdebudocete 2.50 2.70 
353 Loud speaker, aerial, ground & RN PA 3.00 oy 
RECEPTACLE COMBINATIONS 
With Plates 
Bryant Numbers or Equal Price 


2957-2979 One Flush Recep. One Tumb. Switch Tempus or Brass Plate. $1.75 








2967 - 2989 One Comp. Recep. One Tumb. Switch Tempusor Brass Plate. 1.90 
117 - Pore. Flush Recep. One Ind. Switch-.060 Brass Plate... 2.00 
121 ” One Pilot light .060 Brass Plate. 2.00 
514 . Disap. Door Rec. One Bulls Eye Solid Plate........... 5.00 
518 © “ Flush Switch-Bulls Eye Solid ‘em 7.50 
467 “ Flush Recep. One Flush Switch Bulls Eye Solid Plate... 6.00 
763 Duplex Flush Recep. Bulls Eye Solid Plate................ 3.75 
= Push Switch Bulls Eye none “ogee 6.30 

Bulls Eye Receptacle & Lamp no plate.................04. 1.25 
Hubbell Switch Tap Combination #7163 & 7164 without Plate. cicne’: oe 

PULL TYPE OR LAMPHOLDERS 
Keyless & Pull Chain for Lighting 

Univ. GE. 
No. No. Description Price 
832 Porcelain Pull Recept. For 34 OT So” eae .85 
833 salve “ 3% Box7 In. = RSeaee .85 
&35 es = ” = vi 4” TN Be 3 | Ree 1.00 
836 “ . . “ 4” Box7 Inch Chain. 1.00 
994 2288 a * “ Ring Recept. with 7” chain-Insltr.-4’ cord .55 
995 2292 . “ = TE «0s be @ = ae .55 
996 2289 . « as o “ 4 Foot of Cord. ; .55 
997 2293 ¥ — © “ “ 7” chain & Insulator... .60 
998 2287 “ ya - - “ 7" chain & 4 Ft. Cord. .60 
999 - 7 , ” . 3 Foot of Chain....... .80 
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ALABAX RECEPTACLES AND FIXTURES 
P & S, Hubbell, Arrow, G. E., Bryant, Weber 




















Symbol: Column No. 1—Number of Alabax Fixture. 
Column: No. 2—Resale Price Standard White Glaze Finish. 
Column No. 3—Resale Price All Over Color B-D-E-F-G-H-J-K-L-M. 
Column No. 4—Resale Price Stripe Decoration No. 1A-2A-4A. 
Column Column Chm Column {| Column Column Column Column 
No. 1 No. 2 No. 3 No. 4 No. 1 No. 2 No.3 No. 
Number White Color Stripe | Number White Color Stripe 
AL 066. . SB.40:  -GRTS! =u. | AL 990 $1.90 $2. $2.40 
845 3.60 3. wary 1200 2.20 2.45 2.65 
846 3.85 4.30 $4.75 | 1201 2.50 2.75 2.95 
847 4.15 4.60 5.05 } 1202 2.20 2.45 2.65 
848 1.85 2.15 2.30 1203 2.50 2.75 2.95 
849 2.30 2.60 2.75 1273 .45 .60 .70 
850 2.30 2.60 2.75 1274 .80 .90 1.00 
851 1.40 1.65 1.85 1275 .85 1.00 1.10 
852 3.30 3.75 4.20 1276 15 . 30 .40 
853 3.60 4.05 4.50 1300 2.80 3.10 3.25 
859 1.85 2.15 2.30 1301 2.80 3.10 3.25 
863 1.85 2.15 2.30 | 1349 2.60 2.90 3.10 
864 2.75 3.20 3.65 | 1350 §=62.60 2.90 3.10 
865 3.05 3.50 3.95 | i351 1.70 1.95 2.15 
866 2.75 3.20 1369 2.80 3.05 3.25 
867 3.05 eee > beVec | 1370 2.80 3.05 3.25 
869 2.50 2.75 2.95 1371 1.85 2.15 2.30 
870 2.50 2.75 2.95 1449 2.70 2.95 3.15 
871 1.55 1.80 2.00 1450 2.70 2.95 3.15 
872 3.30 3.75 4.20 1451 1.75 2.05 2.25 
873 3.60 4.05 4.50 1469 2.85 3.15 3.30 
875 2.30 2.60 2.75 1470 2.85 3.15 3.30 
898 .95 1.20 1.40 1471 1.95 2.20 2.40 
919 1.65 1.90 2.10 1475 2.85 3.15 3.30 
920 1.65 1.90 2.10 1476 2.85 3.15 3.30 
921 .70 1.00 1.15 2007 1.25 1.50 1.70 
922 1.65 1.90 2.10 | 2008 1.35 1.65 1.85 
923 2.30 2.60 2.75 2009 1.30 1.60 1.75 
924 2.00 2.25 2.45 2010 1.45 1.70 1.90 
929 1.95 2.20 2.40 2011 1.10 1.35 1.55 
930 1.95 2.20 2.40 2012 1.15 1.40 1.60 
949 2.00 2.30 2.45 | 2013 1.70 1.95 2.15 
950 2.00 2.30 2.45 || 2014 1.80 2.10 2.30 
951 1.10 1.35 1.55 | 2015 1.55 1.80 2.00 
952 1.95 2.20 2.40 2371 1.90 2.15 2.35 
960 1.00 1.30 1.45 || 2469 3.20 3.65 410 
962 2.00 2.30 2.45 2471 2.75 3.20 3.65 
969 2.15 2.45 2.60 | 2669 4.40 4.85 5.30 
970 2.15 2.45 2.60 2671 4.00 4.40 4.85 
971 1.25 1.50 1.70 2846 3.85 4.30 4.75 
980 1.50 1.75 1.95 } 2847 4.15 4.60 5.05 
981 1.40 1.70 1.85 2852 3.30 3.75 4.20 
982 1.70 1.95 2.15 2853 3.60 4.05 4.50 
983 1.65 1.90 2.10 9826 1.95 2.25 2.45 
984 1.25 1.55 1.70 | 9836 1.90 2.20 2.35 
985 1.20 1.50 1.65 | 9896 2.15 2.40 2.60 
989 1.85 2.15 2.30 || 9906 2.20 ' 2.45 2.65 
The above Prices do not include Glassware or Lamps. 
RECEPTACLES, SURFACE 
SURFACE RECEPTACLES—Edison Base 
Universal 
Description All Keyless Number Price 
Pony Cleat Receptacle Side Screws. No S. H. Groove.... 50715 $.15 
“ Round * enter “ ess . bias 9171 .20 
Standard Cleat ‘* Side “ ee s es rons 9402 .30 
¥ ¥ . ‘2 . aa. = “ tate 4013 .40 
Oblong a 24 ° > 8s . ---- S6300 55 
Concealed = Round Base ow o 4001 .55 
“ With Removable Ring... 50744 55 
Oblong Receptacle for Wood Molding with S. H. Groove. 4026 65 
Miniature or Candelabra Small Type DAS. | Stee oe aie sues ove 9445-6 .20 
Re elt eer A Sp 366-7 -25 
Mogu! P & S. 520, hana 3012, GE 1194, Hubbell 3464, Weber 1422 85 
T-SLOT SURFACE RECEPTACLES 
Price 
10 A. Small T Slot Concealed Es Fs ab Gib acs Gv mene $ .45 
10 A. Small T Slot Cleat TEE SE CRA Eo 45 
10 A. Small For Wood Molding Mit sacesitt enakvekerint .45 
10 A. Polarized Cleat i © ébe es etetateestan he . 60 
10 A. Polarized Concealed RR Ee a at Sere .60 
10 A. Polarized Wood Molding I oa wh sth ond d attend bonlubite Giped .65 
10 A. Fielding Receptacle ee eres eget metoetaetas .55 
10 A. Polarized Concealed | RE SOC eS SEE Te oe .70 
20 A. Polarized Cleat yr thl iptach deine ehbA cecess .70 
20 A. Polarized Concealed ae SO ou ae eked .70 
20 A. Polarized Wood Molding BB See Oe .80 
20 A. Polarized Concealed lS ee at 1.15 
30 A, Polarized Composition ae eR ee ie. 1.35 
40 A, Polarized Porcelain NR gts Bee epee eg 1.20 
40 A. Polarized Composition lyse) he I S. K REE. 1.85 
60 A. Polarized Porcelain SP tle. onic sk aecbere 2 1.35 
BOX RECEPTACLES 
T Slot Type Price 
PF TT we ee Ae $.50 
10 Amp. ~ Bh ea dbb dhas op dhnch + ctetcas domes teh 06. eee .50 
10 Amp ” WU COCURNE Fein oi 2 tad esd ieee sh eves decdcdl .55 
20 Amp “ PUN 05.c2000c0 Skater Ueotsseetseeerdles .75 
10 ha 3 Porcelain Se re re eer ht eee .45 
10 Amp. 3 SE eae Poy eee, ee eee .55 
10 Amp. 4 + ST EE TPO ene rei .60 
10 Amp. 4 es SITS xt e Aatalerd a eeihed oder wees > abe Gare .70 
Edison Base Type Price 
With Mcsal Cower fur BiG Girt. S952 8o 5 ST Dies ca ds cccccceccce $ .25 
o es wih | EOE Ey ee ee tea .30 
¥ S e oe ee STE re Ser 30 
e + ? << ~~ WY Tt, ok bake bls eae ove etted> 4aiks © .35 
Be Devesielts Bae, Gat? eRe ns ae 6 pe dds o oeih'o.0.0 058 64406009 ANNE s <H8 .40 
sas - git x ns bn hee oes a0 ht Honk eehbed ae Sabiab adie « .50 
Brass Covered Keyless for 34% x 4” Box... ....... cc cccwecceceececs 1.00 
Brass Covered Pull Chain for 34% x 4” Box.................000eeee 2.00 


ELECTRICAL CONTRACTING 














Sign Receptacles 


PL-19 
Sockets, Heavy Duty 





SIGN RECEPTACLES 




















Edison Base Price 
Shallow Porcelain Saree Teratadlbiies. 626k 6. Ses eek cee pdvideseoect $.30 
Concealed Cap. ...........cceses wcveddoovcéeede .35 
sat “ with 6” Lead Wires si akehes ownces anaes Oveeen -40 
” = with Shade Holder Groove.............ese00. osdll .40 
« - One Piece Screw Terminal. ............eeeeceeees .20 
Deep a ae | RE EE a i eer ery .30 
S.C Crane Doi So odo asnaeneesénekt .45 
os “ with 6” Lead Wires Spe Be DE OO RT pe ca<égdee -40 
Intermediate Base Price 
Porcelain Cleat Receptacle. «ic ciide'ss cienedd cceccidoessecibdisn ge des $.25 
- 3 ‘ TE ae tthe RE ite dns 0.00085 4eeme aes 25 
“ Te PL, «t dak ns hohe hae Ceetenscanenhe ooaan .25 
STANDARD ROSETTES—Porcelain 
Price 
Cleat—1 Piece Junior Fuseless Rosette. ... Rib ete GUN fa ce sant ayes eae oe 
P “ Fusible ee PSP err me Te .35 
Concealed—2 Piece Concealed Fuseless Rosette Risa Sieh dob chad SoO PNY .20 
2 - NE SO oe ie a ee oo ene .35 
. iy For Wood Moulding—Fuseless SF A A ee Ae .20 
7 2 NL +k ebbing Gated ka dat iien wa .35 
Box Type—1 Piece Rosette for 3x" Sat 2 a.c.s.n0nehecee hater erm = 
pte oe pe ge | Seen ae Pe ee ae YF eee 1.20 
For Special Condulet Rosettes—See Pages PL-10, 11 and 12. 
GROUND RODS—Galvanized, not Copperweld 
Not Wired Wired 
Size Price Price 
SE Be ss occ 52 chp eve cte's eoab bee tech bees th tae $ .35 dees 
3376 - S| bias Penn beee da.bbnhteeubaes ease ance .40 pate 
” eye bee AS APS iS ee AR .55 $ .70 
4x6 * ST dhe Dp oe che 560.000 00eSeeeaee nabaae eT aS .60 .75 
M4417 “ i... Cducp we spb iwe tows checsakWebeee ee takicee .70 Pay 
%x6 0“ o ane’ Ghd vuecvee sds cckéeub othchiineents 85 1.00 
Sx7 “ we opvilin bun. dln K cacrentue kh ddadin it ean ee 1.00 a? 
Sx8 “ - 1.15 ence 
1x8 _ i cian wig B mca: > i'w-nsoisnle tach Sake oA eee eee 2.70 3.20 
RAWLPLUGS—Standard Types 
Price Each 
Number of Rawiplug Drill Hole For Screw No. Any Length 
is: éw oth cep eGle 6s each ob oeeene % $.02 
Ri «weber «o alegnte & 6 abavel sb 60th % ) 
ae» % 10-11 04 
| REP ely eS a ty ep \y 12 05 
Da 2k «thd cbdiaeblh cab ¢sicys amectnnate % 14 06 
PS Pee aa eee u% 16-18 08 
20 % 20-22 12 


 Rileioteas: for Lag Screws 
Price — a 


Size of Size Size of Len 
Lag Screw Drill Hole Rawlplug i; 2° oie? 3° 3" 
F 1G" 1%” 13 $.15 $.18 $.20 .... 
Pd 14° ’ at ean <* pant CAME 0c 
ig. 54” 54° f .23 eee 
&’ + 4° . il .27 30 $.30 
NOTE: For Expansion Shields—See Page PL-10. 





SOCKETS 














COMPLETE STANDARD Aaa Pend. 
% 4 % \% % Cord 
Complete With Pee. Bass Brass Brass Brass Ang. Ang. Grip 
Standerd Brass Shell Sockets 
Key $ .25 $ .25 $ = $ .45 $ .50 $ .55 $ .60 §$ .50 
Keyless .23 .23 .43 .47 .53 .57 -47 
Pull .35 .35 = -55 .60 .65 .70 .60 
Push .30 .380 .40 -50 .55 .60 -65 55 
= eer“ pas Shell 
Key .30 .30 55 .60 .65 .55 
Keyless .25 .25 ‘38 38 ‘50 55 -60 .50 
Pull .40 .40 .50 .60 .65 -70 75 -65 
Push .35 .30 .40 .50 .55 .60 -65 -55 
eww Pull 
Pull -50 a Fe. 7G aed e FS phavn t baced oWees: divex 
Peres - g catch Brass Sockets 
Key ee 2 Sivnet Geete Redes Cee .65 
Keyless ‘0 ‘0 “50 ne thee" s0te ogee eels etene -60 
Pull .60 ‘2 <S iia. thie sscus- shade . 80 
Push GW ct UG 2 CRI AA? ilodci cl ceoae inecs .80 
=, Cold ‘Molded 
Key .50 . ee. er S  foeteer 1.35 .75 
Keyless .45 60 $8 estar OP. Siecps 1.30 .70 
All ome ya —- oe 
Key 50 65 ee et. 1.35 .75 
Keyless .45 .60 +4 .90 1.30 .70 
Pull .90 1.05 140 1.30 Bee diss. 1.65 1.15 
Push .60 .75 . 80 1.00 7 eer 1.35 .85 
Lock Type Brass Shell 
Key 1.00 1.00 1.10 1.20 1.25 1.30 1.35 1.25 
Keyless .95 8 3106. 186. iD AD’ te 1B 
Puil 1.25 1.25 1.85 1.45 1.50 1.55 1.60 1.50 
Push 1.00 1.00 1.10 1.20, 1.25 1.30 1.85 1.25 
CAPS For Above Sockets 
Pend. 
Pend. \& % % \% Cord 
Brass Brass Brass Brass Angle Angle Grip 
Standard Brass Cap $.10 $.10 $.20 $.30 $.35 $.40 $.45.... 
Electrolier oo” <a ee” ee 5 ee eee eee 
Brass Threaded “ . oo Tar eer ome, $.25 
Cold Molded » ee. ee eS See eee .90 .35 
All Porcelain ° .15 30 «6.35 ——ttiw 5 ae ee: .90 .35 
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COMPLETE STANDARD SOCKETS (Continued) 
BODIES For Above Sockets 


Key Keyless Pull i 

ru 

Standard Brass Shell Body Only........... $.20 $.17 $ .20 8 .25 
Standard Electrolier Shell Body eens .22 .20 .33 -25 
Brass Shell Threaded Catch Body.. Ate .40 .35 . 55 Ver 
Cold Molded Composition Body........... .40 > eS sade 
All Porcelain Body Only. ................. .40 .35 ‘2 .50 
Lock Type Brass Shell Body Only......... .95 .90 1. .95 





BASES FOR SOCKETS 
BASES Only For Brass and Porcelain Sockets 
Arrow Bryant G.E. Hub. P&S Price 






































Cleat Base For Open Wiring.......... 19 AW 793 27 BA § .40 
Concld. Base for Concld. Wiring—Small. 21 AY 784 25 BC .35 
Brass Cov. Base Concld. Wiring—Small. 30 BH 786 26 «=B .50 
Brass Covered Base for 34 Box....... 32 BL 794 38 B -65 
Brass Covered Base for 4” Box....... 35 BM 795 40 BN 1.20 
Angle Concealed Base................ 23 BA eye 30 BE .40 
All Porcelain Cited Mabeii. ie cits dock 919 PW 1230 157 Pl 25 
concemes egg ORC red ee 922 PZ 1226 156 PL 
4 ~ For 34 B Pie Th bP 45 
a“ “ For 4’ ec: -.e-.--. 985 RM 1228 159 PN 55 
BAYONET SOCKETS 
Sometimes Called Wall Sockets or Receptacles 
Keyless Brass Shell with Small Conc. or Slotted ome os iba oar 50717 & 18 $.40 
“ Covered Base.. ......60019 .65 
* - > Large 3 ds shersaenei aie: eo 60020 9¢ 
Key : “4 . Small Concealed Base. .. 9184 65 
. “ ad - “ Covered Scat wea seed 60018 65 
s s * with Removable Ring.. .50746 & 7 65 
WEATHERPROOF SOCKETS 
Composition or Porcelain with Wire Leads. .... 2.2.0... 62 6.0 c0sseuccceee $.25 
CANDLE SOCKETS 
Medium Base Keyless Candle Socket with Rigid or Adjust. Hickey.... $ .25 
Tumbler Candle Socket with Rigid Hickey............ 50 
S “ Pull Candle Socket with Rigid or Adjust. Hickey....... 60 
Levolier Bracket Candle Sockets Tumbler Brass No. 103 to 120....... 70 
Porcelain No. 121-122...... 75 
« . * aa -” Fibre No. 123-124.......... .70 
e . ” Oe, Dem Fe TU back oa eee csnse .70 
Intermediate Base Pull Candle Socket with Paper Jacket............. 1.25 
Intermediate Base Keyless Candle Socket Porcelain.................. -25 
CaBolaben TF v9e Deveens GOOG a sn 60.606 oR ded prawns xa eth cqh wee .35 
Candelabra Type Pull. Chain Socket. :. 0h. s 00. cc ccc ccc ces 1.25 
CANDELABRA OR MINIATURE SOCKETS Price 
Keyless Porcelain with Male Thread BES ER ES REE es eR .35 
POON... PEM Ge ds <0uckWR pn toes eDee se cae 3h 
na Brass Shell PE TERS a's nn veqna eee dean ih ca GO cunne ses ccemaue ee 50 
Bey Fe whcu beled ewe pa be wes whee SCEs Mabe eens .60 
Pull - = # 1.25 
Candle Type capt rr ee ee eet a ee ae .35 
s'e Yra. se = nie neig e's 60 or MMs EME ele piotbts v dibend Seis ea ele 1.25 
DIM-A-LITE & LO-LITE SOCKETS 
Dim-a-lite 423—$1 00 
23A 1.25 
* 33— 1.25 
/ 34— 1.25 
? 91— 1.50 
Standard REFLECTOR & HUSK Sockets Price 
One Piece with Threaded cap Rhema dS soRn Ed 8s os dat ne och 0) Cha EOE. $.45 
Te MEDS oi lodl. « vb 6-0 684.00 vee 30s whee se +3 ae -60 
Two Piece Body SP te ait pwede SW CC e RENTAL eh se ee -70 
SER BO 0 4.c'ns casted) 60k hic tadhecsvi ates -90 
os © Fema Ct aS had hn in os casi. isa cs . 80 
INTERMEDIATE BASE Sockets Price 
Ray Seclet 36 Cae. .'.. ocho shad s<eatabs sa} wide ls CAR COU eRe << .60 
a PE, <> oceans cee ceheibaewt olveacmeder sees eat .55 
Pe NE rn tis din tig veh an 6s bMbRS ED dns Se Oe de 6 we eae 1.30 
I SS SUE 5c oo oe eb Uk ann b wee ats acaente anki Bao ee ene -25 
Candle a Dg ESET Ieee ess TROT AT RCT COTE ce 1.25 
ON OR RR es Oe A a 25 
SOCKET ACCESSORIES 
Adaptors for Sockets—See Pages PL-4 and 18. 
Acorn Hubbell 5919-6982-7004—or Similar—Each.. ........ceceeecsucces $.10 
Acorn Luminous Hubbell 7015 Bryant 750 GE 860—or Similar—Each. a. bu 
Bushings Hard Rubber %” Each .0lc—%’”" waned wo 05 06 ¢ Shae etree .02 
Chain for Pull Sockets— er Foot.. aad 00 049s Gaeta 4 een eeah ee ee 
Cord for Devices—Light Type—Per DORR. DoS wcnend ce eiions add .02 
Cord for Devices—Heavy Type—Per Foot..... 2.2... ccc e cc eeeseeeees .04 
Handles for Sockets—Bryant 1240-1388—or Similar. . SOR EEE NT 
Splicing Links Non-Insulating for Cn gaa eed ch been es Fest Cee 
Splicing Links Insulated for Chain—Each.. ee 
MOGUL SOCKETS 
Arrow, Bryant, G. E., Hubbell, H. & m.,F P. &S., , Weber 
ith ith 
Without % or M4 or 4%” % or Mor %" 
pee or Cap _ Iron ¥ok 4 Alum. Cap 
Porcelain a Piece Soc ket. ee $.80 .95 
Two .80 .95 1.10 
e * with Lead Wires.. ~y 95 1.10 
Brass Shell ‘Mogul! Soc ‘ket ¥% or % Brass C win didtp otc blinpc warded > all $2.35 
& 3% Seacticiae: Ry Pe 2.75 
HEAVY DUTY WEATHERPROOF SOCKETS 
Copper o or  Aeetese Price 
=o" Keyless 34 or }4 Cap. oe $.80 
with Cord rip. Wiad mvce claige Ccalagnsho+ass ) colelirventhensetll su 
H * OF Oe es Hitart oaiiedth edad 04.o00e dbs Pioekseedne .65 
. ©, Ce Bh tik ts vce ccattigkeRec reduces devtsvetdss 65 
Shadeholders for above sockets. 
3% Aluminum or Copper Extra sie epeldaedee ee awenedlbsd tue anes alee 36 
; ~ . . “ 60 
Ny 
7 
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Sockets, Heavy Duty Switches, Pull Cord 
HEAVY DUTY SOCKETS—Benjamin Price Each PUSH SWITCH COMBINATIONS 
Beno. Keyless Socket with Clamp Ring #4700 to 4703 Medium Base bags $1. With Plates Pri 
without * (. f. .) a rer = 110 Bryant 117 D. P. Indi S h Flush R , nee 
* Pull © with “ “ 4706 to 4709“ ese “00 3 0 P ash Swi _ a Eee “ce tacle & .060 Plate......... $2.00 
Benco Keyless Socket Copper or Alum. $4200-1-4-5 & ery ae .80 ne Push Switc "Di ¥ caren | mag tng hk” oF ee 4.00 
cae EE  .. .. ccaccosccacncasibe 90 « D. P. Flush Switch & Pilot Lewy 000 Ple eumtremeet 2 
. , «Swan... oe ie : Flysh Swigch—Flush Recep. —Bulle Bye Solid Piste... 8 
Benco Th a Holders Only 2 3%" 4’ sooo We 
Polish. _Alum. Weathpri—#4215, B ADIT... es eeeeeee es +S oe. | oO ‘ Bulle E as pag mm Say ela Sy 4.00 
Coppe 2&73.. ceeee .55 $.90 poh 4 + . * « + Duplex Recep. Solid waye.- - 5.50 
Broshed Brass = S770 AGT oh tatkadduies <a 55 90 Single 5.30 
, bs Description Gang Gan Gan Ga 
Without — jron —_ Ajum- | Stamped Brass Sprayed Finish .040 Thick....$ .15  $ ‘30 $45 81-38 
One Piece Socket with Lamp Grip Se Saar) $1.00 $1.25 $1.50 “ — yoo « ie ae = < ‘2 He 
T'wo Piece Socket with Lamp Grip. ............-- : 1.20 1.45 1.70 e © Brush Brass * 060 * |... .30 “60 “90 1.85 
Bakelite or Composition. ..............e.0- .20 .40 .60 .80 
BENJAMIN REFLECTOR SOCKETS Bryant DeLuxe lates bt I . .= 2 $-3 aus 
Porcelain or Similar With Type X or XR Fitting wes ‘ ; : oeee 
Medium Base Keyless Tapped %4-34-% No. 4605-4609 4650-51 & 65.. $1.20 | Glare Miner Pats 100178280 BB 
a ™ SEL A nek 96, ON bg a a ae eo Combination Push & Receptacle Plates BD Sees are .50 
“ s Shock Absorb, Seif Lock No, 4548-49-50-62-63. 2.00 “ * 6 , oe — , ST iesieccceta 
« Pull Chain No. 4534-35 & 4660-61-67. .............005 2.10 “ . « « lly geal sone ae 
Mogul Base Keyless Shock Absorbing No. 4670-71- 72 eae rate aa nn Bn SAREE - 
Not Shock Absorbing No. 4656-57 4666. ......... 1.65 
If X or XR Fitting not supplied on above sockets deduct............. .45 SWITCHES, SURFACE SNAP 
SWITCHES, FLUSH TUMBLER METAL COVERED SNAP SWITCHES 
5 10 20 30 
Poles Volts Type Size s.. Amp. Amp. Amp. 
Plates & Boxes Extra Price Single 125 pemeng Pony s shard ha oe oé-e0 
. ndicating..... . : alia canes Wee 
Square Handle Porcelain Cop—tgl. Pole Wadiramaliee dhbsidesedehedantbens $ +4 - “ Non-Indicating. Standard ‘55 $ .75 $1.45 $2.10 
a ps “ 3 Point Corer eer eeereeseesesessseecese 50 . “ Indicating. i" ~ .65 85 1.60 2.20 
pa e ‘ gq . EERO Oe NS Co cee ee er cecoseseoreeses 3 15 Double 250 Non-Indicating.. ; “nm 1 .-2 2-58 
dieiavd Saban ia whee st ade adicatin Bat: : ’ ’ 
= - Composition CuP—Sel Pole pbada kaded ode nl euidesee nel ; ‘= Triple ” Noa-ladicating.. pouece . --- 2.80 3.60 4.35 
s pe e e 3 Ries Con cececesccereceessecoeesce 100 Jadicating.....sccce > ---- 8.00 3.75 4.50 
> F IAL. eee ee ee ewer eens ee eeeeeecs 3°45 ower pn free poqeetes cocvcce ~ a ‘= oa 2.70 
gc¥eks stanbadins bake dene ie ) rs on-Indicating ; pore 
Round Handle Poreelain Cup— oi. bees e Kebb tend deecaededcoeeus utes 5 Electrolier Non-Indicat. 110V.. 7 1.35 1.35 2.10 : 
“ ‘a ‘ 3 od ae ae RAAT AMADOR PM IS “50 . Indicating aoa « 1.50 1 50 2.25 
a - _ 7 - 
« « — Composition ONO 5s 5653 cvcresorncccscdeseaces ce ; 10 ALL PORCELAIN SNAP SwitGnEs 
. . iis ét'eh nisbhiandadethredibe tteth 43 1.50 30 
6 : - 5 : Point apte a aabkhe epee valiateaw adie he 1.40 Poles Volts Type Size ane. haw. Amp. Amp. 
« « ER, ed ey ebay ss Adc aer Jacdneqas 3.45 | Single bo foe tacecting besees Pony $ = sees pene ov'ée 
tren | i RRR ndicating.......... 55 ‘me e%pe ess 
athe ytd Dusle- Twi: Duple, Malini ig: nisier beseeeey 150 | * 125 Non-Indicating......Standard 65 $185 $1.60 $2.40 
* Tore Porcelsin nee & SWey Type. stv enees 1:35 | Double 250 Non indieating-..... * 3 120 248 2.88 
~ - IMGovccce ‘ : . ° 
eee ee Secreta 185 |... 250 Indicating... « 1510-135 2160 8.00 
._ 4 . 9 > PER Saohe seer r is aay pt soared 1.55 | Way 125 Non-Indicating...... Y ‘95 1.35 2.60 3.00 
. « « “ xs SE ne 5 a a. ee sip lamgeting. india oe e 1.50 3.00 ia eat 
EXTRAS—For Luminous Tip add for Each Handle... 2.2.2... 2.2.2... 40 | Electrolier tees 1.55 1.55 
For Glo Guide Handle Switches add for Each............. 1 00 Indicating -- 1.70 1.70 
TUMBLER SWITCH COMBINATIONS TUMBLER OR TOGGLE SNAP SWITCHES—Metal 
With Plates Price 
Bryant 2957-2979 One Tumb. Sw. —One Flush Recep. Brass or Temp. P..$2.00 ‘Sin ele Double 3 4 
2959 «' Pilot Light .060 Plate......... 3.00 125-250 Volt Pole Pole Point Point 
H & H 8887 e e ad © Bulle Eye 060 “* ......... 3.25 5 Amp. Closed or Slott. Base kewskiees $ .35 $ .85 $ .80 eae 
$809 - bs e “ Recept. Bulls Eye Solid ....... 5.45 PSE IE ES .80 110 1.25 $1.40 
. 8805 ig ~ Duplex a3 . ee 5.75 
H & H_ 8074 One tumb. sw. and one Con, Qutlet.......ceeseceeeees 200 | SNAP SWITCHES FOR WOOD MOLD, CONDULETS, ETC. 
Hubbell 7163 & 7164 Switch Tap Combination No Plate................ 2.15 Metal aw - 8 All Porcelain 
on- 
PLATES For Tumbler Switches Price 4 5 Amp. 125 Volts Indicating Indicating Indicating —— 
3 4 Feste Pole RES EE re Re re *. - oo: $3 “a 1 as 
a Gen Gang Gang ce eee ; - 
ROGER a cv kss cues sosencss 1.10 1.20 aeNa 
wait tg 4% Bros “Base = 040 i yb - B ° ‘ ° "Bs Electrolier............. 1.40 i-4a - 
praye wd etek ce 4 ; .70 
. “ Brush Brass“ 060 * .... .30 .60 90 1.85 PARTS FOR SNAP SWITCHES Price 
Bakelite or Composition Molded............. .20 .40 .60 .80 Handles—Standard Type Each $.12—Ratchet Type..............eeeee- $.18 
Twin & Triple Struck Up Plates..........00. oe. .30 .30 eee Bases—Porcelain 5 ome. $.12—10 Amp. $.15—20 Amp...........cce0e. .30 
Gee WONG. ccicccwcescece cess 50 .50 Covers—10 Amp & Under Metal $. 15—Porcelain Lebns Rene 60 46<d eek ocee -20 
Hubbell Bakelite Screwless Plates............ .60 1.10 1.60 Over 10 Amp. . See Se Oe eae eae .30 
Bryant DeLuxe pv gy Be: Inlaid any Finish ike ab 3.= ‘ = te 
= ae. -* wenege ‘ 4 
oe  aeey ong 0 Ee ene “o ; ‘ = 5"és SWITCHES, PULL CORD, CHAIN, 
ass Mirror Plates : 4 
Combination Switch & Receptacle Plate SN is ttn bevndnednecho tis .40 CANOPY, LEVOLIER, ETC. 
Brass .040 thick. POR Ree 
PULL CORD SWITCHES 
SWITCHES, FLUSH PUSH Complete With Ye Cap, Small Socket Type 
emale Brass Cap Price 
Ceiling—Bottom Pull Completes a pEs 0b be bane oe os bh G9. 0a Ue es Ries beeede $1.00 
Plate & Boxes Extra tn | RMR OS ce coctocpsicsSccwacenessenenens 100 
Standard Shallow Type Porcelain Cup—Single Pole...........-.++-+++- $ .35 | Fixture—Bottom Pull “ ny BEE Rea aia a Sta Ra 
. * ‘ fe  L.cpeerbpepyebsience- 1 10 % 
. e e ‘ e ya SSR Sea cedecoes Deduct for Base only without 4 Brass Cap... .......... se ceeeeeeeeees -10 
pa e e 3 } fo Serer eeccesecoecocceces -50 | Add for Brass Cap on any © above Switches eccc iv ee ne sammogaabeed .20 
Sumeh cede etncieneceseana 3.15 « «4 Pa ie 
Deep Type Porcelain Cpp—Sinele Pole. have taweaws ne aeeede0etienbenuns et , Hy . . mall Concealed Base of above Switches "anes Ca is WEE NK 35 
s : ° $ 115] « « Base to Fit 34 Ron of abyvo Sutachen.0222220000022200205 55 
sale 3.15 Ow ee ne YTB) MS ss cas omib ol en ab 6668 1.10 
Special High Grade —Single Pole 1.15 © * Wood Moulding Bas@tof above Switches Latba a ckiae Sika aaeia dia iat ice .30 
@ e e bl | eH” ... aa eae re eT .30 
yee le 3.18 L CORD SWITCHES, METAL COVER 
sis tonite 3.15 | HEAVY DUTY PUL 
Lock Type Porce! ain Cup—Single Pole <<. With 8 Feet Heavy Cord 
. « o « 1.85 Price 
“ bl Me = 3.85 | S.P. with Small Porc. Slotted or Solid B.. .. 2... 1. eee ee cece cece ee eeee $1.65 
Electrolier Non-Indicating 1.75 | D.P. * se ” " inn Sh. A EIT AN EEE EES 1.85 
ON SE Sp eT ee awn 1.90 | 3Pole* $ e OO . Hind co depdgutoessccvseséentene 1.85 
Extra for Luminous Button Add Per Switch... .... 1.6... cece cece ee ee ee -40 These switches can be furnished with side or bottom open, at same price. 
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ELECTRICAL CONTRACTING 






























Switches, Pull Cord 


PL-21 
Switches 





TYPE ‘‘O”’ PULL SWITCHES 
For Ceiling Fixtures or Ceiling Fans 
Single or Double Pole—3 & 4 Point Electrolier & pees Control—Similar “. 




















ryant $2473 to 2480 with % Caps. cord & Ball Each.................. 
CANOPY SWITCHES a 
rice 
Stiap or Tumbler Canopy Switches any style any make Kapenpe geen). appt AP $.40 
Pull Type P & S—3316 or 17—Arrow 340—Bryant 666.. Te 
LEVOLIER PULL SWITCHES 
McGill Co. Price 
Twi-Lite Canopy or Fixture Switch $50-51-52. .. 2... 6. eee eee ee es $1.00 
eee GD GI nd 8. sac cemedebcedccces gae dig kh ésb0ennbense 1.00 
Conduit Box & Fixture Switch #61-62 & 63... 2... ce eee eee eee ee 1,00 
ene aeeemen G8 Ewe & Sar GOGO. ohio 06 cnc cv:0cwdapeccbuccapivanss 15 
PENDANT SWITCHES 
With Brass Pendant Cap 
Price 
Brass Shell Pend. Cap Side Button pitediies na 00 66eoss cpbabiuddecaneesen $ .60 
SR ee eee Sere .80 
Ty Le. ° ‘ ee SE ae oS 1.90 
Al Porcela Side a Re E> GT fs acl .60 
* (10 Amps) “ ee SS RR Or .85 
FEED THROUGH SWITCHES is 
rice 
eR Pee Tee WOME ore 0a 0d oo ccm SERB 00 come cc bc cccccceneée $.50 
Senet PUG Tew TUNER & is oo 6cc cM A <0 00 dc cocccccscéenses .50 
Bakelite Feed Thru Switch. One Heat. .......ccccc ccccccccscccccceses .50 
Bakelite Feed Thru Switch. Three Heat. ........ccccccccccscccccsccccece .90 
DOOR SWITCHES om 
rice 
Door Satech without Bon... .  Eaucs ee ape eee Ra htc 0 oc cc cece cess $3.50 
ee eee Ee Oe ae 
DOOR SWITCHES & OPENERS 
Edwards—commonly used types i 
rice 
+4 Door Opener Mortise Type $ 2.75 #152 Rim Type Flush. wee 
a - 31.25 #152 for Su << Conduit...... 25.25 
48A ° 8 S _ 34.25 154 Mortise Type........... 5.75 
eS => ae Rim © $81.25 153 Plate Type............. 7.15 
50A * . - © 8.25 174 Door Switch............ 8.65 
51 . “a Plate “ 34.25 Box for above #2000..... 1.30 
51A * = " = 35.25 1541 Opener Mortise Type.... 10.50 
52 . 2 Mortise “ 38.25 


#239—Latch for #52 “ = 3.55 
Partrick & Witkine commonly used types 


Deore Type.ct, «occ cdnccvce- 75 a eas Se ee $5.00 


SWITCHES, KNIFE, ENTRANCE & PANEL 








ENTRANCE & PANEL SWITCHES 
30 Amp. 125 Volts, Plug Fused 











Location 
Description of Fuses Price 
Rit oe te ere ee Top $ .80 
. DF  euend baikhies 60.4664 C6 Ske REND O0 bd oka eee Bottom .80 
es PR BIS 6 bo we 00 ve date vs bach senesc sees Top .85 
S ths id dehu dudseavinewseuns<se. +e Bottom .85 
Triple 3p ES OER EEG LEE Le Top 1.20 
gh OEE SE I LOE PE ES ETON ee a Bottom 1.20 
ee) eee eer. Top 1.30 
T.-M. aba im cae eral ow te eee wins beeen Bottom 1.30 
<a s ° 2s Large Type bat Saison abe ee en Top 1.45 
e = “ “4 éinhcnoswe Bottom 1.45 
Double Pole—Double Branch Vert. Mains. Oe 5 eras 2.90 
ON" & oe Oe er 2.90 
Trip. to D. P. Double Peer 3.05 
©. SECT, BEGG... ees cones ss 09 ios T ee 3.05 
BABY KNIFE SWITCHES 
Any Make 
Porcelain Base Slate Base 
Any Make 125 Volt 250 Volts 
15Amp. 30Amp. 15 Amp. 30 7h 
Single Pole Single Throw. ............ $ .50 $ .60 $ .60 0 
“ Double * .85 .05 1.00 1.25 
Double * Single .60 .70 .70 .85 
me © Bee: (ececsasnbsaus 1.05 1.30 1.25 1.50 
Triple © Beet -4S. . svecncsme 1.30 1.55 1.50 1.85 
S Fae, S “Sid db ecieecws ote —% 2.00 2.50 
TYPE “C” KNIFE SWITCHES 
Slate Base Front Connected 
Trumbull-Bulldog or Similar 
Front Connected Slate Base Not Fusible Fusible 
2 3 4 2 3 4 
Pole Pole Pole Pole Pole Pole 
Sgl. Throw 30 A. 250 V. Only...$1.15 $1.65 $2.25 ..... ..... 1.2... 
250 & 500 V. AC 
oe SO A... .. cpeeany. A<76 3:9. 08 >... 0 $1.70 $2.60 $3.50 
pee pe DE th. 56.09 oaths we 2.00 3.00 4.05 2.95 4.45 5.95 
i a freee eas 4.10 6.20 8.25 -05 12.05 
a SY eee ce 7.45 11.15 14.85 11.10 16.70 22.25 
Bek Vise Ge eee VC. Ga... TG BS) SER cease. caccs weess 
250 & 500 V. AC 
e a ) SRS. | #e oe 3.60 5.80 95 
« ss OT! SO er 3.30 5.10 7.25 5.60 8.95 12.35 
vss . bbc ekeeonbe 7.40 11.35 16.10 12.20 19.50 
- = 200 A..............12.35 19.05 25.55 21.40 34.30 4 
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SWITCHES, RESIDENCE, METER 
SERVICE, INDUSTRIAL, ETC. 





SMALL SERVICE ENTRANCE SWITCHES 
30 Amp. ‘“‘Square D’’ Switches Residence Type 


Numbers Volts Description 2 Pole 3 Pole 
97211-97311 125 For Plug Fuse Dell PEs oc céindae cote $1.65 $2.50 
99211-99311 125 Neut. Fused............. 1.65 3.00 
78211-78311 125 " od © BE FR, nd kcbr eet vu 2.55 4.10 
1211 SE Fae Y eas 
97251-97351 250 Encl. Fused Solid Neut................ 1.65 3.20 
99251-99351 250 “ Fused Neut. Se ee 4.35 





METER SERVICE SWITCHES 
*“‘Square D”’ Accessible Main Fuses Without End Walls 











Meter Non-Meter 
Fused Test Type Test Ty 
Amps. Poles For Neutral Number rice Number . 
30 2 2 Plug Fused 30211 $ 3.70 10211 
30 2 = Solid 30231 3.25 10231 $3 i 
30 3 ~ 30331 4.15 10331 3.70 
30 3 = Unfused 30381 4.85 10381 4.85 
30 2 2 Enc. Fused 30251 4.45 10251 4.25 
30 2 Dee Solid 30271 3.60 10271 3.60 
30 3 } eu Unfused 30361 5.40 10361 5.65 
30 3 a? Solid 30371 4.45 10371 4.25 
60 2 _ Fused 30252 6.80 10252 15.95 
60 2 a Solid 30272 15.95 10272 15.05 
60 3 , he Unfused 30362 21.65 10362 20.55 
60 3 a? Solid 30372 17.70 10372 16.80 
100 2 ai Fused 30253 25.60 10253 24.75 
100 2 Ai Solid 30273 25.60 10273 23.85 
100 3 4 Unfused 30383 90 10383 29.35 
100 3 oe olid 30373 27 .40 10373 25.60 
METER SERVICE SWITCHES 
“*Square D’’ Main Fuses Sealed Without End Walls 
Meter Non-Meter 
Fused Test Tope, Test “E 
Amps. Poles For Neutral Number rice Number iy ¥ 
30 2 2 Plug Fused 36211 $ 3.25 16211 
30 2 ices Solid 36231 3.25 16231 $335 
30 3 3.4 . 36331 3.45 16331 3.00 
30 3 me: 5 Unfused 36381 3.45 16381 3.45 
30 2 2 Enc. Fused 36251 3.80 16251 3.40 
30 2 i Solid 36271 3.50 16271 3.15 
30 3 ore Unfused 36361 4.00 16361 4.30 
30 3 _ fe Solid 1 4.00 16371 3.55 
6U 2 | Fused 36252 15.05 16252 14.20 
60 2 | Solid 36272 14.15 16272 13.30 
60 3 Unfused 36362 19.00 16362 17.90 
6U 3 , Shen olid 36372 15.95 16372 15.05 
100 2 2 <9 Fused 36253 23.85 16253 23.00 
100 2 a Solid 36273 23.85 16273 22.10 
100 3 | Figs Unfused 36383 26.50 16383 24.75 
100 3 , Solid 36373 25.60 16373 23.85 
MISCELLANEOUS 
Price 
Enclosed Double Branch Cutout No. 35211—30 Amp. = Volts kenee> Gee $2.35 
Fused Plug Receptacle. ee pe ee 2.20 
Cartridge “ §5001—30 ‘ 250 enews 6445! Ce 
Cabinet Porcelain Fuse Block. See ee. . cBsebbe ns 1.25 
UNIVERSAL METER SERVICE SWITCHES 
**Square D’’ Meter Service Types 
Gangin Type 
No. swit's or aasii. > 45 All3O0 Amp. 125 Volt No. ot 4 . $3.85 
== a ee 75 Single Phase& DC No. 12311.......... 4.15 
No. sasit eee ek withoutend walls No. 14311.......... 5.25 
| | a ae sas 





METER SERVICE SWITCHES 
“Square D’” Without End Walls Live & Dead Fuse Type 
METER TESTING 





Number Amps. Pole Fused Neutral Description Price 
55211 3uU 2 1 Plug Solid Single Type Fuse Dead...» $ 2.20 
58211 30 22 * Fused Liye 2.70 
SK-916 30 3:3 3 Solid 4 = . 2.70 
55311 30 33 2 Solid - * —_— eee 3.45 
57311 30 3:3: n m 4 *  Live.. oy 3.45 
15211 30 3.22 ie Gang Type Fuse pny .60 
18211 30 3'\3 2 Fused Live 3.10 
39231 30 i Be id Gang Type Acces. M. 4.05 
39331 30 2 Se = Gang Type Acces. M. Fuses 4.85 
15311 30 a 3% Solid a mek hdd 3.85 
17311 30 s\s* - - 4 BBs ccccve 3.85 

Extra for End Wall. Sénsneher .30 
58251 30 2 2Cart. Fused Cartridge Fuse Live......... 3.05 
26251 30 7 2k 7 * Dead 3.75 
57351 30 323 * Selid O.. MAME 6 cecénde 3.75 
28252 60 22 * Fused “ a ashe 0 8.45 
27312 60 cS = Solid ” ya + te aagthe 8.90 
14312 60 2) See . y “ Dead 19.80 
28253 100 iE ie Fused - S Maks vv 15.05 
27313 100 i ae Solid 2 = it PRE 15.90 
14313 100 32 * . . “ Dead.. 27.35 
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ELECTRICAL CONTRACTING 


uch 


recognition 


Not a new role for Crescent, but one 
now recognized by authority—a niche 
in the Industrial Hall of Fame. Forty 
years dedicated to the policy of “Quality 
First” and providing an unfailing source 
of supply to the electrical trades has 
placed Crescent among the leaders of 
today’s industry. 
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BUSINESS CHARACTER 
Rice Leaders 
of be Moria 
Association 
Represents High Standing in 
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To gain this end, Crescent has con- 
clusively proved its possession of a 
cbineplanll reputation for fair and 
honorable business dealings; an hon- 
est product, of quality truthfully 
represented; a responsible and sub- 
stantial financial standing; and a 
recognized reputation for conducting / 


business in a prompt and efficient 
manner. 





mC EIN DT 


Insulated Wire & Cable Co. 
Crescent Armored Wire Co. 
Trenton, N. J. 


Forty Years of Knowing How 
in Every Crescent Product 
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Cash 
Sales 


—— and every 
Home, Office, 
Store, Cafe, 
Workshop, etc. 
is a Prospect 
for the 


[LGAIR 
Electric 
Ventilator 
















A Nationally 
Advertised Pro- 
duct—Carried in 
Stock by Leading 
Jobbers Every- 
WHEN 6 36s ees 













O other electrical device offers such unlimited money- 

making possibilities in cash sale market as Ilg Electric 
Ventilators. Every owner ofa new or old home or apartment, 
is an enthusiastic prospect—to say nothing about the scores 
of merchants and storekeepers in your neighborhood. Best 
of all, it isn’t necessary that you invest in any stock—merely 
secure a sample for demonstration and you receive a Free 
Electric Flasher Window Display, Outdoor Signs, etc. 













..... The only 
Electric Venti- 
lator made with 
a fully enclosed, 


self-cooled motor. 


Make an inquiry — ask your jobber about the Jlg 
Greater Sales Program for 1929 — or clip, sign and 
mail the coupon for full particulars. 


2879 North Crawford Avenue 


Ilg Electric Ventilating Co. THicaco, ILLINOTS 






ILG ELECTRIC VENTILATING CO. 
2879 North Crawford Avenue, Chicago, Ill. 


- Without obligation send me the new Ilg Dealers Manual and 


For Offices, Stores, Restaurants, information about your Special Window Display Offer. 


Factories, Public Buildings, 
Homes, Theatres, etc., etc. Name __ 
Full Address____. 








My Jobber’s Name is 














ELECTRICAL CONTRACTING 




















Steel instrument and 
meter switchboard with 
regulator and totalizing 














Feeder switchbe 
steel construction 
ing mimic bu 









Steel meter and relay 
switchboard with test- 
ing equipment 





JOIN ; GENERAL ELECTRIC HOUR, BROADCAST EVERY 


GENERAL 


GENERAL __ELECTRIC COMPANY, SCHENECTADY, N. 



























































































ELEC 


SALES OFFICES 
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Front view of steel feeder 
benchboard 
Generator benchboard of 
eel construction 
“Eee rapidly extending use of steel ing during shipment and erection, and 
for the construction of conventional installation is easy. The nature of the 
switchboards has resulted in their material permits a variety in construc- 
adoption for many important in- tion not hitherto permissible. A dull- 
stallations. black lacquer finish that does not reflect 
light gives the panels a neat and pleasing 
G-E steel panels are constructed in one appearance. 
piece of stretcher-leveled steel, which 
has a smooth scale-free surface. The The adoption of standard unit construc- 
form of construction employed provides tion facilitates panel alignment and 
the necessary rigidity. switchboard extensions, alterations, and 
’ additions. 
Because of the comparative lightness 
and great strength of this material, the Write to the nearest G-E office for 
panels are free from breakage and rough- complete information on steel panels. 
461-23 
SATURDAY NATION-WIDE CHAIN 
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Switches 


Switches 








METER SERVICE SWITCHES—Continued 
NON-METER TEST TYPE 








Number Amps. Pole Fused Neutral Description Price 
26311 30 3 2 Plug Solid eet pe woes Reed, SD ed $ 2.40 
26351 30 3 Cart. Cart. Type Fuse Dead...... 3.75 
SK-615 30 3 2Plug Switched nest pe Fuse peas Peks« 4.30 
SK-659 30 3 2 Cart. - Cart. Type Fuse | BAR 4.30 
SK-660 60 a She s Cart. Type Fuse Dead...... 11.70 
SK-674 100 32 * a Cart. Type Fuse Dead...... 19.20 
POLYPHASE METER SERVICE SWITCHES 
**Square D’’ Accessible Main Fuse Type 
METER TEST TYPE : 
Number Amp. Pole Fused Price 
30391 3 Re. Ccanean deeds eb dbereatatee $ 9.90 
30392 60 3 i OES rts a ee 20.35 
30393 100 3 i. “be oe cdeus seb eon Siabbeshewoeene 30.00 
NON METER TEST ; 
Number Amp. Pole Fused Price 
10391 30 3 itive ;subecuiddubebecliwiaten dacs $ 9.30 
10392 60 3 he BS ES ae ee 18.60 
10393 100 3 a eh tecenesass 6hecdmedbbaweenaes 28.25 
**Square D”’ Sealable Main Fuses 
METER TEST TYPE : 
Number Amp. _ Fused Price 
36351 30 EE EO EE ee $ 9.20 
36352 60 3 ee ee, ode ene cceseeetese 17.80 
36393 100 3 CCGG oc de cnceccenseeeces 26.50 
NON METER TEST : 
Number Amp. Pole Fused Price 
SK-671 30 3 Daube beh ee bs ccccccccccnescohpe $ 4.30 
SK-672 60 3 EES eee ee 11.70 
SK-673 100 3 Oe EE ee ee 19.20 
FITTINGS FOR STANDARDIZED SWITCHES Price 


E nd Walls for = one. Switches... 
100 Amp. Switches. . 
Trough Closing _ A No. 20533 & 34.. ae? 
Connecting Trough No. 73334" Long... errr 
20738—8 ™ 


Universal End Wall & Shutters... 
“ Meter Shutter only” No. 24358. 

















TYPE “C’ SWITCHES *~ 
Cutler-Hammer (T-V) Single Throw Industrial Type 
Series 4131 
a 250 Volts veg or AC Fusible 500-600 Volts AC Fusible 
mps 


3 Pole Amps 2 Pole 3 Pole 
30 *a131H2 $ 3. 15 4131H13 $ 5.15 30 4131H7 §$ 8.55 4131H24 $ 9.00 


60 4131H3 8.10 4131H14 9.90 60 4131H8 9.90 4131H25 10.80 
100 4131H4 12.60 4131H15’ 15.30 100 4131H9 14.40 4131H26 17.10 
200 4131H5 19.80 4131H16 26.10 200 4131H10 29.80 4131H27 32.40 
400 4131H6 48.60 4131H17 66.60 400 4131H11 64.80 4131H28 81.00 


125-250 _— Solid Neut. Fusible 
Amps 3 Pole ‘ole 

30 4131H39 $ 6.70 4131H44 $ 8.10 
60 4131H40 9.00 4131H45 11.25 
100 4131H41 14.40 4131H46 20.25 
200 4131H42 22.50 4131H47 31.50 
400 4131H43 63.00 4131H48 81.00 


ent ghis Type 250 i <a AC 


mps ‘ole Pole 
x30 4131H54 $ 3:15 4131H58 $ 4.05 
60 4131H55 8.10 4131H59 8.55 
100 4131H56 10.80 4131H60 12.15 
200 4131H57 18.90 4131H61 22.50 
x30 Amp 250 Volts Only 


ENTRANCE SWITCHES, LIGHT TYPE 





Cutler-Hammer (T-V) 
2 Pole 3 Pole 
Amps Description Numbers Price Numbers Price 
30 For Plug Fuses............ 4141H1&2 $1.65 4141H34 $ 2.90 
ee ee art er ae ee 4141H5 2.25 
30 For Cartridge Fuses. . . 4141H6&8 1.80 4141H9-10 3.55 
30 For Cartridge Fuses. . H4141H7 Se Odea cthe Voectis 
30 For 2 Cart. Blades-2 Fuses.. .......... ...... 4141H11 3.25 
Se ROOM ince’ beaks oc cus 4141H23 2.35 4141H24 4.15 
60 For Cartridge Fuses... ... 4141H13 6.65 4141H13-15 7.75 
60 For 2 Blades & 2 Fuses..... .......... ....0- 4141H16 7.40 
100 For Cartridge Fuses... .. 4141H18 10.20 4141H19-20 12.55 
100 For 2 Blades & 2 Fuses..... .....0.022 cesses 4141H21 11.80 





METER SERVICE SWITCHES 
Cutler-Hammer (T-V) Without End Walls 


Meter Test Tye Without End Walls 
Live Fuse Type 


30 For Plug Fuses............ 4307H1&5 $2.75 4307H9 $ 3.45 
30 For Cartridge Fuses........ 4307H2&6 3.05 4307H10 3.75 
60 For Cartridge Fuses........ 4307H3&7 8.45 4307H11 9.70 
100 For Cartridge Fuses........ 4307H4&8 15.05 4307H12 16.00 
ad Fuse Type 
30 For Plug Fuses............ 4309H1 2.20 4309H3 3.45 
30 For Cartridge Fuses........ 4309H4 3.50 4309H6 4.00 
60 For Cartridge Fuses........ 4309 H8 15.05 4309H9 16.00 
100 For Cartridge Fuses........ 4309H10&11 23.95 4309H12 25.70 





SAFE-LOCK METER SERVICE SWITCHES 
Cutler-Hammer (T-V) Without End Walls 
Accessible Main Fuses Without End Walls 





























TY Test Type 
PE C 30 For Plug Fuses............ 4325H1&2 $3.70 4325H3 $ :. 20 
“Square D”’ Single Throw, Industrial Switches 4 Sed cone —-: tenes ponte : - pr tiey nS 4.80 
or artri ge 0, ee ee e 
Quick Break Only 100 .For Cartridge Fuses... ....- 4325H10&11 25.60 4325H12 27.40 
- t” € 
250 Volts Fusible 250V. DC & 500V. AC Fused & Unfused SS 1 hae 4397H1&2 3.40 4327H3 3.7 
Amps. 2 Pole 3 Pole Amps. 2 Pole 3 Pol 30 For Cartridge Fuses........ 4327H4&5 4.25 4327H6 4.25 
60 #46: 35: Sartri Tuses.....4.. 4 11 .75 4327H1: 
60 Solid Neutral #47312 9.10 60 500 Volt Fused #46342 10 95 100 For Cartridge Fuses us 12 25.65 
100 #45253 $12.75 #45353 15 1 $4124 : 
100 eid Neutra! #48313 4 0 100 =: 500 Volt Fused, geass 17 30 POLYPHASE METER SERVICE SWITCHES 
200 #46254 20.00 #46354 26. 200 «#41244 75 Style & Numbers End Walls 30A. 60A. 100A. 
200 Solid Neutral #47314 22.75 200 500 Volt Fused #46344 32.80 | \y eter ‘Test Scaled Fuse Type No. 4315H1-2-3 Yes $9.50 $17.60 $27.30 
Meter Test Accessible Fuse Type No. 4329H18-19-20 No 9.95 20.35 30.00 
Non-Meter Test Accessible Pate Type No. 4329H25- 
26-27 No 9.35 18.60 28.25 
TYPE A 
UNIVERSAL METER SERVICE SWITCHES 
“Square D’’, Industrial Quick Make & Break, Single Throw Cutler-Hammer (T-V) 
250 Volts Fusible 250-500 & _ Volts Unfusible No. Without End Walls Price 
Amps. 2 Pole 3 Pole Amps. 2 Pol 3 Pole Me AS a See, Tee ade, BM ities thous dabeasecesuens $3.45 
x30 80251 $10.90 #80351 $12.75 x30-60 #81252 $ 9. ey ee ee” EO, ed, era scabs Odes ocue neds FEeeV ee CEN US Ord ectiece 3.75 
GO 986252 13.65 #86352 17.30 30-60 $81242 11.85 81342 14.60 | 4311HB......... 2.00... cece cece ccc e ccc ee ee ceceececceceesecvcces 4.30 
100 #86253 20.90 #86353 22.30 100 #81243 20.00 #81343 21.85 | 4311H4 Pe ee 2 BE 2s, ann ol che wok Maas ead ete eceeeee 4.80 
200 #86254 32.75 #86354 36.40 200 #81244 — op Ven _ . For Detailed Description See Cutler Hammer (Trumbull Vanderpoel) Catalog. 
x60 Amp. Sw. with 30 Amp. Spacing x:— olts only 
TROUGHS 
Cutler-Hammer (T-V) 
2-3 & 4" <4 = cad 10" 
30 AMP. TYPE C 45¢ 50c 62c B0c 88c 
“Square D”’, Industrial, Single Throw SHUTTERS END WALLS 
250 Volts Single Throw Cutler-Hammer (T-V) 
2 Pole Description 3 Pole 60 & 100 
No, 83251 $3.20 Quick Make & Break No. 83351 $ 5.20 30 Amp Amp. 
91251 2.65 Not Quick Break 91351 4.00 | Single Piece End Wall used with Spi. bh wet¥esdeweae eee $ $.80 
x90251 7.75 Quick Break Only x90351 10.00 | Shutters for Shutter Type End Wall. ee rr rer .27 
(x 60 Amp. Switches with 30 Amp. Clips). Crees MONT TENE: c o's oo soe ob bs CS BME ads be 8 bct dae debe .30 * .80 
ree Se rere Tere rT CT eee .40 
TYPE ‘‘A’’ SWITCHES 
Single Throw—Series 4111 
MOTOR STARTERS Fusible 250 Volt DC or AC Fusible 500-600 Volts AC 
“Gquare D", Quick Make & Bosak, Single Threw ‘30 Hi Poio. 80 411i H90 812. 60 oO ALHAL 86. 40 411730 $18. 00 
Numbers & Types Amps. Volts 2 Pole 3 Pole 4 Pole 60 4111H2 13.50 4111H21 17.10 60 4111H12 16.20 4111H31 18.90 
76251-351-451 Cover Control.. 30 250V. $15.50 4 40. $22.75 | 100 4111H3 20.70 4111H22 27.00 100 4111H13 25.20 4111H32 28.80 
76352-76452 . seseees 60 250 V. ww eee 75 31.75 | 900 4111H4 32.40 4111H23 36.00 200 4111HM4 39.60 4111H33 45.00 
76341-76441 ¥ OC aee wees 30 =500-600V. ...... 22:75 31.75 | 400 4111H5 63.00 4111H24 81.00 400 4111H15 73.80 4111H34 88.20 
ice dik oss cape sthhhount 60 500-600 V....... 32.75 ..... f 
69251-351-451 without Cover Cont.. 30 250V. 13.65 14.60 20.95 _ hee ys DC or —o AC 
69352-69452 as -) (ae 20.95 30.00 ame stra ry as Por +, ee 
69341-69441 - e e .... ae w eeeeee 20.96 30.00 d 0 5 
69342 . “ ab * OD. Bees! ncccce | MRED occcab Solid Neutral _ 60 4111H75 11.70 4111H85 14. 20 
75251-351 Time Protective.. 30 250 V 6.40 6.85 .... 3 Pole Switches with Solid Neutral 100 4111H76 19.80 4111H86 22.60 


41 & SK K2054 Time Protective . KOO-AHOOV. ...... 11.80 1 
i ; 3% H. P. 220 Volts AC.. g 


30 (C! 
No. 98251 For Small AC & DC Motors up to 3 


82 








200 4111H77 25.20 4111H87 30.60 
400 4111H78 54.00 4111H88 63.00 
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No Extra Charge 
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Switches 





MOTOR STARTING SWITCHES 


























TYPE“C” SWITCHES 
































ee wres ted T-V 18 Trumbull Electric Single Throw, Quick Break Only 
eries scription Amps Volts 2 Pole 3 Pole 4 Pole : 
4151H1 Light Duty Motor Sw. HP oe ome pes a eee Vote Fee PP ~ ~depemsiaes 1 
SU bos wh « debe since 1 LD* -Kebdee- diweesse 
9115H3 Motor Switch with Thermal go: 2: aoase 8.10 Hossa He OR ee Soc 
GR Eas ds badder ba 46 05s SD Teme 6. vec<: $13.75 $19.10 100..... 40223 12.60 40323 15.30 
4231H For infrequent Duty. ...... 30 220 8.10 9.95 12.85 | 200..... 40224 19.80 40324 26.10 
4246H For infrequent Duty 5 HP.. 30 220 12.45 13.05 16.50 500 Volts AC Fusibl 250-500 Volte Unfused 
4246H Forinfrequent Duty 74%HP 30 440 19.45 23.40 26.55 30 #40251 $ 9°00 340351 $ 8.55 51 $ 7.65 “4720351 3 8.10 
4246H Forinfrequent Duty 7%HP 60 220 17.10 19.45 26.55 | go°"**: ‘ant 300 sanee ib ae vanes to Sones 8 as 
= eee: ae 100... 40253 14.40 40353 17-10 20253 10.80 20353 12-15 
OSES 30 250 13.95 18.90 24.75 200° °° ** 40254 28 80 40354 “0 20254 18 90 20354 22 50 
4256 eo Reversing Sw. Dble. 250 17.85 22.05 32.40 | —— : . . : 
BOT oc cecscercacveebecisc ° ° ° . 
4256 Motor Reversing Sw. Dble. 5 oa fee R. M. SAFETY SWITCHES 
Bs. dis dksdb.< « o ddbhee 250 29.2 d . Trumbull El ic, All 30 A p. 
SMALL ENTRANCE SWITCHES Volts Fused Numbers 2 Pole 3 Pole 4 Pole 
2 Not Fused 46261-46361-46461 $5.40 $7.20 $9.90 
Trumbull Electric Closed or Open Ends 250 Volts _ Fusible 92221-92321-92421 6.30 8.10 10.80 
Num Amps. Volts Fusing 2 Pole 3 Pole . °° 92261-92361 18 05 Seee. -. . ate. 
ores Hay pSCEW Pore Base = = For Ba Fuse..... 7S $3'43 
- ug Fuses..... 85 : TYPE “A” MOT WITCHES 
5891-5802 Porc. Base... 30 125-250“ “) “.” 1.85 2.40 E “A” MOTOR STARTING S 
19640-13062 K ap pe a . 3 250 No Fuse Slate Base... 2.75 ‘. 10 Trumbull Electric 
(OF Enclosed Fuses.. £. 79 i Phase Numbers Cycle 110 Vor 220 var 440 Volt 550 Volt 
Se ee ee ee eee ee ek ee ee ee 
**DO-ALL”” MAIN ENTRANCE SWITCHES 3 Phase..:......96311-21-5161 60 25.20 25.20 28.70 30.40 
Trumbull Electric Non Meter Test Solid End Wall ees ee ee ee 8 eS ee rie 4 
16361 to 16368.......... 30 125-250 For Plug Fuses...... $2.70 $3.45 |“ * * * | 88311-21-51-61 25 26.30 28.30 37.00 38.70 
16371 * 1637 30 “« Enclosed Fuses.. 3.05 3.75 | * © 4 * ..99411-21-51-61 60 40.95 40.95 45.40 45.70 
16381 - 16388. Boece esa 2 250 “ “ . 18-45 8:90 « « 4 «© |(89411-21-51-61 25 40.95 42.70 48.00 50.85 
eceececosece o. * 
“DO-ALL” METER SERVICE SWITCHES > Seni TCHES 
Trumbull Electric For Meters Open End wit pee. “war —¥ Pie ee, 7 a 
16300 to 16309.......... 30 125-250 For Plug Fuses....$ 2.70 $ 3.45 n+ oe «is f ne += 2s #8231 ...... $2381.00. 
SRE, MaDE.......-.. Bf 5 Reged rgm. 208 3.78 SMALL 30 AMP. MIDGET & TYPE “OO” 
16341 * 16348.......... we. = ™ e 15.05 15.95 Westinghouse Residence type i 
2 Pole 3 Pole 
ACCESSIBLE FUSE METER SWITCHES Midget Solid. Neutral- 1. Blade- 1Fuse e261s & genes $1.65 sébGi €b'6a 
ype usible For ug Fuses ° 00 
Se Electric — _— ee eng —_ a Fusible Sal d Neut. For Plug Fuses is a 
or u use die SOUR. « - nid dbve tinh beg 6 as% #6009 ‘ 2.70 
isa: Rak as ache 4 a, . Plug hee re :. be $4.15 "7 P ” ha won Solid Neut. For Plug Fuses aie 
SeSeSEOOSO ESO OS CES®E nciose use eee PE cece rep stsctevicesusecseoes eeeenee ecese e 
18231- 18321. tees « “© Enclosed Fuses. 4.35 4.35 “  Non-Fusible 2 Blades 250 Volt.... #60900 2.55 #62352 2.70 
18122-222-322........... 60 * * §& « «~" 16.80 17.70 “ « Non-Fusible 3 Blades 250 Volt.... ......  .eces 4.00 
18123-223-323........... _— = = = " . 25.60 27.40 ell ie: oes | Ne bo ee AE . #60989 2.45 pene ot. 
.* ° t i a edt ct EL bes» 15 
Without End Walls and Without Test Blades “ P Fusible For Cart. ‘Fuses 3 Blade ns 
oli DUET 2 6 abs ch ade ke (PEE bE Se seutae” Seees 462364 4.30 
i9ail- 19311.. - @ 1s hee Foe be Soe ‘$ er +4 $3.70 Type bE ad peste For Cart. Fuses 3 Blade 
9121. 30 « ” © 1 Enclosed Fuse 7s coe he SUMMER WUEe cblésis coc cne sc shiiitbaossas IR che cases #545101 ‘. 25 
ttt § 0 Aes GS 30 “ “ “ Enclosed Fuses. 4.25 4.25 | Type Ww as Solid Neut. Cart. Fuses 250 V......... «2.05 #545341 5.20 
19122-222-322. - 60 i 7 “ - . 15.95 16.80 Type WK-45 Non-Fusible Cart. Fuses 250 V. ...... «.... #545001 4.15 
19123-223-323........... we. 2, a “ “ 24.75 25.60 
SEALED FUSE METER SWITCHES Westi ae ye te ae d Wall 
Trumbull Electric With Test Blades Without End Walls estinghouse Type R nent Eee venue 
15827. 30 125 For 1 Plug Fuse.. 2.20 re Amps. Fused 2 ne Fuse Tze a Fee Type l 
28111-28211-28311. 30 125 © Prag Pees... $33 su | oe" ay ee mee nee ed ar OO 
28121. a adacidhes 125 “ 1 Enclosed Fuse 3.50 sae 30 Plug 61140 $ 2.20 oga34 s 2. 70 50442 $ 3.45 
28221-28321. ...--. 30 125-250 ‘* Enclosed Fuses. 3.75 4.00 30 alee 1143 3.25 61142 $8.45 59441 70 5 3.45 
28122-28222-28322 . 6 * * « « * 14.30 15.958 | 30 facloeed.. r ‘ 
Pt lel \. ee * « 34-20 15-95 | 30 Enclosed. 61639 3.50 ...-. ..... 54371 3: 05 60227 3.75 
—_——_—— ; $0 « §GHISD 18:08 Slist 16:00 é0de1 8°45 Conan B'00 
UNIVERSAL METER SERVICE SWITCHES 100 « 161152 23.85 61153 25.50 50463 15.05 60232 15.95 
Trumbull Electric Without End Walls 
POPE OOS. ... Marthe ce8 30 125 For1 Plug Fuse........ $3.45 ..... POLYPHASE METER SWITCHES 
Ra ss. cu bien tn se 30 125 For1 Plug Fuse........ is... Westinghouse *‘WK-54”’ 
poh gon a. oes = 4 See re nee Neu. "4°85 be pt 3 Pole Sealed Main Fuse Meter Testing 
OFO-883........5...... 30 196 Ford Combinations... 4.85 4.85 | 28 Amo. No.cnee? With ed Wall Git 28 ip. Goes Lee Rye eer 90.08 
END WALLS, SHUTTERS, TROUGHS ee _ eae, eee = 
Trumbull Electric ACCESSIBLE FUSE TYPE 
ape re Fae Wall for 30 Amp. Switch, $. 4 For 60 & 100 A. Switches, $. +4 Westinghouse “WK-65" Without End Wall 
Troughs—2-3 & 4”... .$.37 .$.40 a". .$.45 7. Ol: Po: 3s With Test Faciliti Without Test Faciliti 
Distribution Cutout Biock—#5850-Lovs BR isc sehen ts wad arose on 2 Amps. Fused 2 Pole ” **3 Pole 2 | ole. ” "3 Pole 
ae F No. Price No. Price No. Price No. Price 
TYPE ‘“‘A’’ SWITCHES 30 Plug...... 65000 3.25 RY Si $36 65010 $s 3.06 éinis. 49°44 
Trumbull Electric Single Throw, Quick Make & Break 4 Enclosed “a oe ee ee a ee 
250 Volts Fusibl 250 Vol 30 65003 4.45 65004 4.456 65013 4.25 65014 4.25 
Ames i—_ sh T - eaaaeays , T 60 « "65005 16.80 65006 17.70 65015 15.95 65016 16.80 
Se ssx5 #72221 $10.80 #72321 $12.60 #36221 $ 9.45 #36321 $11.25 | 100 “ ..65007 25.60 65008 27.40 65017 24.75 65018 25.60 
60..... 72222 13. 
= tees hn 240 72824 = 3 POLYPHASE ACCESSIBLE METER SWITCHES 
. ° . “ - 
aaiss $00 Val Fesible 5 oy ganctiOsgiO Volts Untaned aCe UES ruthie, Slee sealed 
eeeee ° . 10. i eter Tes ype on Meter lest Type 
-::y frames $14 16. 2352 18.90 -'36262 10.70 “Soae2 ‘tax 30 Amp. 3 Pole without End Wall No. 65100 $11.20 No. 65108 810.55 
100. . 72253 25.20 72353 28.80 36253 19.80 36358 21.60 2 “3 # ee oO. . o. . 
200..... 39.60 72354 45.00 36254 25.25 36354 30.60 | 100 “ 3 “ “s Se No. 65102 30.00 No. 65105 28.15 
“R.M.”’ & TYPE “‘A’? SMALL STARTING SWITCHES UNIVERSAL 


Trumbull Electric 
Amp. p. 
2 Pole . 3 Pole 2 Pole 3 Pole 

2 Position. . 94221 $ 9.10 94321 $10.35 94222 $16.20 94322 $18.90 
600 V. « 94261 14.40 94361 16.20 94262 20.70 94362 23.40 
110-550 Invers. Time. 93261 10.80 93361 11.70 

21 10.80 83321 13.05 
600 Snuff Arc... .83261 


14.85 83361 18.00 
September, 1929 


| Westinghouse ‘“‘WK-57" Meter Service Switches Without 


End Walls. Sealed Main Fuses. 
All 30 Amp. For Full Details See Gs « «02 dh dae sos $3.45 
125 Volt Westinghouse . MENS 5 0c db abba cose 4.65 
Standardized Switch Catalog #282 GOS WS 0c cheb dbte<cce 3.76 
57928... .20 
57931. . 5.20 
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Switches 





Switches 
METER TRIMS—END WALLS—TROUGHS 
Westinghouse 

eh 60 & 100 
30 Am Amp. 
in er ee Tit, nn cn ddvwns anantesesaeageseensecer4 $0. $0.80 
Blank End Wall or Shutter LS x BOG Wei cc cose ccc ceesssece .30 .80 
Shutter Type Meter Trim or Adaptor Trim...........0e0+0+> 15 -30 
ee 8 a re ae ne ee .30 enae 
Replacement Plate or Adapting Plate.............2ceeeeseess 15 aye 
Wiring Trough—2-3 & 4° ong. pepe 40 ih = - 7°..$.55 8°. .8.60 


a 45 -e 
oe ot .. Less Fuses, $1.25 


Fuse Receptacle §R57252. 





QUICK BREAK ONLY 


Industrial Westinghouse ‘“‘WK-62"’ Type ‘‘C’”’ 
290 Volts ee 5 500 gone AC Pus 
ole 


Amps. 2P 2 e ole 
30.....962100 $5.40 62101 $ %. 75 #62200 $9.00 $62201 $ 8.55 
Tm de oc 62103 8.10 62104 9.90 62203 9.40 62204 10.80 
62106 12.60 62107 15.30 62206 14.40 62207 17.10 
eer 62109 19.80 62110 26.10 62209 28.80 62210 32.40 
a yy Volts Non-Fusible 600 Volts Non-Fusible 
Amps. 2 Pol 3 Pole 3 Pole 4 Pole 
30.. #62047 $7.65 #62048 $ 8.10 
ic cess 62013 8.10 62014 8.55 #62054 $13.05  #$62055 $18.90 
62016 10.80 62017 12.15 62057 17.10 62058 26.10 
re 62019 18.90 62020 22.50 62060 27.90 62061 44.10 





Industrial Westinghouse ‘‘WK-66’’ Quick Make & Break 




















250 Volts Fusible 500 Volts AC Fusible 
Amps. 2 Pole Pole ole 3 Pole 
30 #66100 $10.80 #66101 $12.€0 #66154 $14.40 #66155 $18.00 
60 66103 13.50 66104 17.10 66157 16.20 66158 18.90 
100 66106 20.70 66107 27 .00 66160 25.20 66161 28.80 
200 66109 32.40 66110 36.00 66163 39.60 66164 45.00 
250-500 Volts Non-Fusible 600 Volts Non-Fusible 
Amps. 2 Pole 3 Pole 3 Pole 4 Pole 
30 er Gencew Gee Gee ssanee’ ‘cecese’. Soeced  abboES 
60 66053 11.70 66054 14.40 #66048 $17. 10 #66049 $21.60 
100 66133 19.80 66134 21.60 66057 24.75 66058 32.40 | 
200 66136 25.20 66137 30.60 66060 33. 66061 46.80 
GENERAL UTILITY SWITCHES 
Noark Closed Ends 
Numbers Amps. Volts Fused For 2Pole 3 Pole 
me . @ 125 For Plug Fuses............. ae 
30 —_ :* = otis Giek eee 1.80 $2.50 
9683-8603......... 30 —_— ° “ Quick Break. 2.75 3.20 
METER SERVICE SWITCHES 
Noark Sealed Service SECO Without End Walls 
Test Type Non Test Type 
2 Pole 3 Pole 2 Pole 3 Pole 
Amps. Fused For No. Price No. Price No. Price No Price 
SO BOOM Ste ccwees 9543 $3.25 9523 .45 8543 $2.85 8523 $3.00 
30A_ Enclosed....... 9563 3.75 9533 4.00 8563 3.40 8533 3.55 
SOA, Peae & Bai. cc vee . eee. cece. aesci 8573 3.15 8993 2.40 
60A Enclosed Sneed 9566 15.05 9536 15.95 8566 14.20 8536 15.05 
Ga. «ft Veaebe Se: ese «4A ‘cases CE Lense scene 
100A y petes 9561 23.85 9531 25.60 8561 23.00 8531 23.85 
Noark Accessible Service ACCO Without End Walls 
Test Type Non Test Type 
2 Pole 3 Pole 2 Pole 3 Pole 
Amps. Fused For No. Price No. Price No. Price No. Price 
see ree 9343 we sean’ (pean 43 * wt ee 
vi eeeepene 9353 3.95 9323 $4.45 8353 3.65 8323 $3.95 
30A Enclosed Secce 9363 4.85 9333 4.85 8363 4.55 8333 4.55 
acess 9366 16.80 9336 17.70 8366 15.95 8336 16.80 
TOOA Oo —eeeen 9361 25.60 9331 27.40 8361 24.75 8331 25.60 
Noark Universal. Without End Plates 
No. —Without End Walls pieced $3.45 
- ras seunen -65 
For Detailed * 972123 . . - + denesa .30 
Description, “ 973333 nd ze wr sa dens 3.75 
see Noark Catalog “ 9753 & 9793 - Ko F ., nese 5.20 
* 975333-979333 S 7 cleat .85 
Noark Doall Without End Plate 
2 Pole . 3 Pole 
Amps. Fused For Numbers Price Num Price 
30A eee 913123-911123 2.7 912333-914333 $ 3.45 
30A_ = Enclosed 923123-921223 y 3.75 
60A ” 923126-921226 8.45 925336 8.90 
100A - cin ioe 923121-921221 15.05 925331 15.95 
NUBLADE SWITCHES 
Noark Fusible 
Amps 250 Volts Fusible 500 Volts AC Fusible 
2 Pole 3 Pole 2 Pole — 3 Pole 
No. Price No. Price No. Price No Price 
30 8223 4.50 8233 5.05 8423 $ 9.00 8433 8.55 
60 8226 8.10 8236 9.90 8426 9.90 8436 10.80 
100 8221 12.60 8231 15.30 8421 14.40 8431 17.10 
200 8222 19.80 8232 26.10 = 28.80 8432 32.40 
400 «68224 60 8234 a . atin. omiwes weke . . atége 
Noark Not-Fusible—Quick Break 
Amps Volts Pole 4 Pole 
No. Price a » = No. Price 
30 250 8723 $ a 8733 $ 4.05 8743 8.10 
30 500 AC 8623 8633 8.10 8643 10.80 
60 250-500 8626 3 10 8636 8.55 8646 13.50 
100 250-500 8621 10.80 8631 12.15 8641 20.70 
200 250-500 8622 18.90 8632 22.50 8642 37 .80 
400 250-500 8624 39.60 8634 54.00 8644 86.40 


ACCESSORIES FOR NOARK SWITCHES 





























Single Piece End Wall for 30 Amp. Conyae.. * 14 For 60 & 100 Aqe- 0.8 
Shutter for 60 * .30 
Universal End Wall No. 909103............. 
Blanking ee! tle 908103-908203............ .15 
Trough 5° $.40—6" $.45—7°......... -50 8°—$.55—0"........ .80 
Cabinet Fuse ‘Block Seer” 1.25 
POLYPHASE 
Noark Switches Without End Walls 
125-250 Voits Main Entrance 
“Doail” & 3 Wire “Acco” Quad Break “Seco”Quad Break 
Accessible Fuses Sealed Fuses 
Amps. No. Price No. Price No. Price 
, eae 851233 $ 4.70 77033 $10.50 77533 $10.40 
ee ST 1236 11.70 77036 18.60 77536 15.05 
a 851231 77031 28.25 77531 24.75 
Meter Service 
ee 931233 $11.05 67033 $11.15 67533 $11.05 
SR 931236 16.65 67036 20.35 67536 16.80 
Se + oak tbs 931231 26.15 67031 30.00 67531 26.50 
MAIN ENTRANCE SWITCHES 
Noark Doall Without End Walls 
Amps. Fused For 2 Pole } 3 Pole 
Numbers Price Numbers Price 
30 Plug Fuses 813123-811123 $2.70 812333-814333 $ 3.45 
30 Enclosed Fuses 853123-851223 3.75  852333-854333 4.30 
60 om $53126-851226 8.45 855336 8.90 
100 ? - 853121-851221 15.05 855331 15.95 
SOLID NEUTRAL SWITCHES 
Noark Fusible—Quick Break 
Amps. Volts 3 Pole-2 Poles 4 Pole-3 Poles 5 Pole Poles 
No. Price No. Price °. Price 
30 125-250 8133 $ 4.95 8143 $ 8.10 8153 $9. 
60 ps a 8136 9.00 8146 11.25 8156 19.80 
100 - ma 8131 14.40 8141 19.80 8151 os" = 
200 S ° 8132 22.50 8142 31.50 8152 
400 > ag 8134 63.00 8144 81.00 8154 190. 80 
TOGGLE SWITCHES 
Bulldog 
125 V.-2 Pcle-One Blade No. 111 & 211 BT-TE-TF 
& TM $ 1.80 
* £2.79) Tee’ & TE-211S 4.50 
o, a “6 “ Solid Neutral TE-311B 5.00 
.. US SS ee = 3 Plug Fuses TE-31ls 8.10 
SS a ae © Solid Neutral TE-311SG 7.20 
nt Mand. mbes 2 Fuse Conn. TF-221S 5.40 
tees’ SB Three “ — 3 Fuse Conn. TF-321S 8.10 
Sa . Solid Neutral TF-321SG 7.65 
500-600 V.-3 Pole-Three Blade 3 Fuse Conn. TF-351S 12.60 
250. a N-261S 5.40 
owls ee TN-361S 7.20 
Pa" S TN-361SR 10.80 
Motor Starter 3 “* TJM-321S & TJM-321SU 9.00 
TYPE “‘C’’ SWITCHES 
Bulldog Single Throw Fusible Quick Make & Break 
250 Volts DC & AC 
Amps. ole 3 Pole 
30 35 le F211S $ 2.70 F311S $ 4.40 
iP ME s « 640 cbeebees F221S 3.15 F321S 5.15 
SO Bad Phates. ..ccccicsccs F221P 3.15 F321P 5.15 
EN Sn a o.rccansecs F221 a . sede "hi eeiee 
— = ™ F222 8.10 F322 9.90 
100 _“ = F223 12.60 F323 15.30 
200 _“* ? F224 19.80 F324 26.10 
400 “ © F225 48.60 F325 66.60 
500-600 Volts A. C 
Amps. 3 Pole Pole 
PM ccctanente fi YS cused dieke@d a.) 10k 1% «a *bemees 
(Q(t cicciickets Al. Ge. enact"... ith a .eenib 
PM Orcssevecusee~ ol ix"; wtascke ¢ “ce oo (ees 
SP GD Meas cecsbéacuc F351 3 8.50 F451 3 13.50 
60 “ Teas saitininanennitindd F352 10.80 F452 14.40 
100“ © esanegocgnlanes F353 17.10 F453 29.80 
200 “ Ww itthiaeadteree F354 32.40 F454 46.80 
400 “ ©. pastde ch asidde SF355 81.00 F455 126.00 
TYPE “‘C’’ SWITCHES 
Bulldog Single Throw Not-Fusible 
Amps. 2 Pole 3 Pole 
30 250 Volts JN221S $ 3.15 JN321S $ 4.15 
30 olts JN251 7.65 N351 8.10 
60 SUT, SX me N252 8.10 N352 8.55 
100 oni: oe N253 10.80 N353 12.15 
200 Seen Pe re N254 17.60 N354 22.50 
400 ee ee ae SN255 36.00 N355 46.80 
a 
30 SP BER, 5 cnnccassnqhtaedousteuds us N421S $ 8.00 
30 We ire bi cctenesidadeekede N451 10.80 
60 uct, IX @éheRbhstee paesebenaee N452 13.50 
100 Ot: CD EE PI EE N453 20.70 
200 ~~ 1 « |. Bi’ docs heebedeaeddé4gabee N454 47.80 
400 ~ .* @ SS bs: cscneeindhess eens. N455 63.00 
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Switches Switches 
30 AMP. SERVICE ENTRANCE SWITCHES SMALL ENTRANCE SWITCHES 
Bulldog Columbia, 30 Amp. 
2 i Volt—Fusible—For Plug Fuses eS! JR are $1.65 Description 2 Pole 
2 Gaick Make & Break yee Beate Peet Dowbl eer) Volt- Plug Fused Sosm +3 .08 
TYTUETCLELTTTTT Ts : wudie . 
2 Pole—250 Volt—Fusible—For Cart. Fuses SF221S & P............ 2.50 m pe ma o = 3930 1.90 
2 Pole—250 Volt—Not Fusible—For Cart. Fuses SN221 S & P........ 2.70 21 = ° S 250 - Cartridge Fused 322 2.85 
3 Pole—125 Volt—Fusible—For Plug Fuses No. JE311 SP & PG...... 3.00 = ea sad = * - 422 2.60 
3 Pole—125 Volt—Fusible—For Plug Fuses Quick Make & Break JF311S 4.35 rie 3 Pole 
Single Fqped-Reats Blade-12 25 nt olt-Plug Fused 
a Double ” Doubl > 125 ot $2 4 
“TY 7 “a ‘ “ “ “ 3930. 2. 
PEA i - “ “ 250 “ Cartridge Fused 323 4 00 
Bulldog Single Throw Quick Make and Break " i. a . 4 423 4.50 
250 Volts Fusibi eter Member ihe BRANCH CIRCUIT ENTRANCE 
° usible umber e umber rice SWITCHES 
30 Amp. F 221 $ 10.80 SF-321 $ 12.60 
60 “ SF-222 13.50 SF-322 17.10 Columbia 
199: eet MI a |g ‘ 
“ % , Amp. Circuit Circuit Circuit 
seoaaal Volts Fusible SF-225 63.00 SF-325 81.00 Series Pole 2Pole 3Pole 2 Pole 3 Pole 8 Pole 
te by 35 
250 $23 aan 00 Not Fusibl Below Fase 88.00 INDUSTRIAL SWITCHES 
ot Fusible 
30-*0 Amp. SN-251 $11.70 SN-351 13.95 
i Ee 2S fe gs — 
5 . i i 0T Fusib 
= 3h SN-255 54.00 SN-355 63.00 — ‘ 
s Fusi 
Number Price Number Price 
30 Amp. SF-261 16.20 SF-361 19.30 
eo SF-262 17.10 SF-362 19.80 oe Ss wae 8 alle 
100 “ SF-263 27.00 F-363 31.70 by ty : ; 
200 “ SF-264 42.00 SF-364 48.60 Quick Make 100A C7007 19.10 24.00 
400 “ SF-265 93.00 SF-865 122.00 & Brea 200A C7010 28.35 C7011 35.00 
600 Volts Not Fusible : , 
30-60 Amp. SN-301 13.60 §N-361 16.20 —— 70 Type bP dagoas sin 
- = 4 y mps ole ole 
B : a a er ae 
“ af a x olte : ‘ 
hate Fusible 60A 7004 13.30 A7005 17.55 
4 Pole Quick Make 100A A7007 21.75 A7008 27.90 
250 Vales Dusitte Nomber Price & Break 200A A7010 31.00 A7011 30.00 
2s haa se Series 71-500 Volts Fusible 
100 “ SF423 36.00 2 Pol 
200 “ SF424 54.00 — ean” "Piles waar Price 
400“ SF425 108.00 500 Volts 30A 7101 $13.60 = 7102 $15.75 
600-600 Volts Fusible Quick Make 60A 7104 14.15 7105 16.10 
30 Amp. SF-451 21.60 & Break 100A 7107 23. 7108 27.00 
a er 3-2 200A 7110 38.25 Till 42.80 
ae ° SF-454 133: Series 73-500 Volts Unfused 
250-600-600 Not Fusible Amps 2 Pole. 3Pole 
. umber Price Number Price 
oS See sue 19.98 500 Volts 30A 7301 $11.00 7302 $12.90 
200 “ SN-454 40.00 Quick Make 60A 7304 11.00 7305 13.40 
400 “ SN-455 103 50 & Break 100A 7307 17.35 7308 19.50 
600 Volts Fusible = . 200A 7310 24.00 7311 .80 
30 Amp. 4 94 Series 72-600 Volts Fusible 
100 “ SF-463 39.60 Amps 2 Pole | 8 Pole : 
° SF ase rie 600 Vol 30a “yor” sao 7302" —s«$18 35 
4 « i olts ° 16. 
600 Valts Not Fusible - a Quick Make 60A 7204 14.80 7205 16.75 
30-60 Amp. SN-461 21.75 & Break 100A 7207 24.50 7208 -60 
100 =. SN-463 29°70 200A 7210 39.00 7211 43.00 
poo “ be aa Series 74-600 Volts Unfused 
Amps 2 Pole 3 P. 
Number Price Number Price 
600 Volts 30A 7401 $11.90 7402 $14.50 
COMPENSATOR SWITCHES “A” Quick Make 60A 7404 12.60 7405 15.10 
& Break 100A 7407 19.20 7408 21.75 
Bulldog Quick Make & Break Fusible 200A 7410 25.50 7411 -65 
Amps. SP = Volt AC ope Series 20-250 Volts Fusible 
ry e 
30A SF321 C $16.20 SFé2c $ 21.60 see OE PS 
60 A SFa33 C 20.35 F422 C 26.10 Quick Break 30A 2022 5.15 2028 $ 6.95 
100 A. SF823 C 31.50 SF423 C 46. 80 : 6. ¥ 
400 A SFaes © 26:58 Hoey 64.80 250 Volts 100A 2028 1095 2029 13.55 
. 25 C 129.00 200A 2031 19.35 2082 24.20 
cen 3 Pole ae Series 23-250-500 Volts Unafused 
30A SF351 C $20.70 SF451 C 40 A 2 Pole 3 Pole 
60 A SF352 C 21.00 $F452 C .00 my umber rs Price Number Price 
100 A SF353 C 33.75 453 61.20 Quick Break 30A 2322 $ 4.85 2323 $ 6.35 
200 A SF354 C ar. CC!!! gee Only 60A 2325 Bs b+ 2326 9.70 
400 A SF355 C ES ae 250 Volts wend = i. s Pod 13.28 
Series 30—Quick Break—250 Volts For Meter Trims 
30 Amp. Amp. 
MOTOR STARTERS WOME Si Seancubsstectket. 3022 $5.65 3025 $ 8.90 
Bulldog Sb vslnmmascsians cca 3023 7.65 3026 10.00 
3 Pole 
x 440 Vol 100 Amp. 200 Amp. 
30 AP TIP Eons toe 00 SE. (eM A Bile, cua insveeesneees 3028 $12.70 3081 $18.35 
230° 6 A 250 Volt F-321 SE eh scdbwnsesagessen= 3029 16.30 3032 24.35 
a ee + Be ot 
6o “ * a 500“ MF-352 28.380 MOTOR STARTING SWITCHES 
4 Pol 
30 Amp-Type C-Pore. Base- 110 xo 440 Volt ¥ ‘ Columbia, 250 Volts 
ye ——— wee OE ee e 3 Pol 
— 2. 250 Volt MF-421 $22.80 | 30 Amp. Motor Start Switch........... 6001 $12.70 6002 — $17.00 
ey 0 MP-451 $525 | 60 © 8 eeteees .. 6004 = 18. 6005 ita 
eo -¢ Fisaz, | 39 A> Mogor Stare Smiteh......2.00.2scerecsees ae 7 6003 $20 
NOTE: For Bulldog see ches not listed deduct 10% from Bulldog Lists Peta chadececntincteweedene 6006 27. 
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SURFACE TUMBLERS 
The first and favorite Alt purpose Switch 


INTO pioneer jobs went the HeH 
Snap Switch; into surface-wired jobs of the 
present day goes the same indomitable Snap 
Switch . . . So soundly designed, so sturdily 
built that newer switches could offer no more. 
The Contractor's favorite nearly 40 years back 


is sti// his favorite in its field. 


In the Surface Tumbler shown above 
you see a tumbler mechanism in place of the 
rotary. With the “snap-on” cover to speed- 
up wiring; saves fussing with tiny screws. The 
latest style of surface switch — with the old 
Reliability of your He H “Snaps.” Catalogue 


Number 610; data-sheet on request. 


HART & HEGEMAN DIVISION 


THE ARROW-HART & HEGEMAN ELECTRIC CO. 


HARTFORD, CONN. MAKERS OF ELECTRIC SWITCHES SINCE 1890 
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ERELY to fill the office 
safe is no real problem. 

But to fill it with what ? 

With the fair profits of 
correctly estimated jobs? Or 
the shavings from sharpened 
pencils ? 

More than one electrical con- 
tractor has found the latter sub- 
stance almost too easy ... but 
not very satisfying. 

The natural consequence has 
been that contractors have be- 
gun to take stock of the fruits 
of their labor. 

Where are they going? they 
want to know. What are they 
getting out of their work ? 

The realization is coming 
quite definitely that a general 
ignoring of costs does no good 
to the contractor, to the indus- 
try, or to the community that 
supports the industry. 

The electrical contractor is 
getting more and more to look 
upon himself as an important 
servant to the community. He 
can point to comforts he has 
suggested, to labor-saving con- 
veniences he has introduced. 

If he can point also to solid, 
enduring work, then surely, 
he has done his part well. 

But here, some contractors 
say, comes the big question: 

**Who will pay for solid, en- 
during work?’’ 
































ure, a 
sharpened 
pencil will 


fie We se 








It’s the old story. Intel- 
ligent competition or un- 
intelligent competition ?P 
One has built up big busi- 
nesses, whole industries, 
entire communities. The 
other has ruined individu- 
als and enterprises. Which 
do electrical contractors 
want P 




















The answer is, of course, the 


Public. 
The Public doesn’t object 


The Public by and large, has 
proven itself pretty willing and 
able to pay fairly for value re- 
ceived—when it knows that it 
is receiving full value... That 
last is important. 





The Public took its vacation 
last summer and will buy its 
new car next spring because 
these things were proven to it 
to be worth the price of admis- 
sion(irrespective of other things 
the same Public may need as 
much or more). 

Will people ever look on 
quality wiring work as so much 
more essential than the inferior 
kind that they’I] pay the differ- 
ence to be sure of what they are 
getting ? 

There are sheafs of experi- 
ence to prove that they will. 


Wanted: more quality 


Contractors in small towns, 
contractors in big cities, con- 
tractors in medium-sized cities, 
go on record to that effect. 

Not every customer can be 
convinced yet. That Utopia is 
not with us. But every cus- 
tomer convinced brings the in- 
dustry that much nearer... 

To this end this Company 
contributes its own high stand- 
ards in electrical materials and 
its support in advertising. 


No. 8 of a series dealing with the 
every-day problems of the electragist. 


GraybaR 


Successor to Western Electric Supply Dept. 


The Graybar Tag— 
symbol of distribution 


. 
OFFICES IN 72 PAINCIPAL CITIES. EXECUTIVE OFFICES: GRAYBAR BUILDING, LEXINGTON AVENUE AND 43r0 STREET. NEW YORK 
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The introduction, by the Apple- 
ton Electric Company, of thread- ; 
less conduit fittings made possible c 
installations that could not have been accom- 
plished before. That was in 1907. In 1909 
they were introduced to the industry in 
Appleton advertising. Improvements were 
made and the name ‘‘No-Thread’’ Unilets 
adopted in October, 1926. 

Ended was all trouble with bent conduit, 


Difficult 
Installations 


Made Easier 


with Appleton No-Thread 
Malleable Unilets 













} corners and cramped working space. The 
speed of installing these modern conduit 
fittings is amazing. And now, made of mal- 
leable iron and cadmium coated, Appleton 
No-Thread Malleable Unilets show the great- 
est resistance to corrosion, vibration and 
shocks. 

They are made in shapes and sizes to fit 
every possible need. Send for our new cata- 
log. Tear out the coupon and mail it now. 


Appleton No-Thread Unilets are listed as Standard by Underwriters’ Laboratortes sn 4-inch to 4-inch sizes, inclusive 


SOLD THROUGH JOBBERS 
APPLETON ELECTRIC COMPANY 
1704 Wellington Ave., Chicago, U. S. A. 


New York—150 Varick Str. 
San Francisco—655 Minna St. 


APPLETON 


No-Thread Malleable 


UNILETS 


Reg. U. S. Pat. OF 


The Original Threadless Conduit Fittings 





Los Angeles—340 Azusa St. 
Seattle—628 Railroad Ave. 


! AppteTon Exvecrric Company 
1704 Wellington Avenue, Chicago ; 
Gentlemen: ' 
Please send us copy of your new bulletin 9-UA on Malleable No- ; 
Thread Unilets, together with prices. ' 
! 

| 

' 

' 

' 

| 





porter ere------ 








Switches 





Wadsworth 
30 Amp. Switches 30 Amp. Switches 30 Amp. Switches 30 Amp. Switches 
No. Price No. Price No. Price No. Price 
Ss $1.90 223 $2.40 1014 $6.10 2330 $8.50 
12 1.00 224 3.00 1202 3.95 2334 9.20 
15 1.25 238 3.75 1203 4.25 2441 6.55 
17 3.30 241 5.05 1212 4.25 2461 6.55 
21 3.30 242 4.70 1223 4.75 2462 6.20 
25 2.20 243 5.05 1250 3.65 2463 6.55 
25T 3.10 244 4.70 1322 4.15 2464 6.20 
26 2.65 271 4.00 1323 4.75 2534 6.75 
27 2.50 272 4.00 1401 4.10 2632 3.25 
30 1.55 273 4.70 1402 3.95 2633 4.65 
31T 2.75 274 4.40 1403 4.25 2639 4.65 
33 1.65 284 4.80 1401T 4.60 3032 11.15 
33T 2.90 292 4.00 1402T 4.55 3033 12.00 
38 2.50 294 5.35 1403T 4.80 3532 9.10 
39 3.75 322 6.20 1411 4.50 3533 10.00 
99 .10 331 4.85 1411T 5.15 3534 13.30 
100 .10 332 6.55 1412 4.25 3539 10.00 
101 50 340 4.75 1412T 5.20 3632 16.80 
131 3.90 341 5.05 1423 4.75 3633 21.15 
132 3.30 360 3.20 1423T 5.45 3634 22.05 
133 3.90 362 4.15 1450 3.65 3639 21.10 
141 4.15 370 4.15 1450T 4.25 8531 8.90 
142 3.75 372 4.95 1451 3.95 8532 8.45 
143 4.15 380 4.65 1451T 4.60 8533 9.75 
144 4.55 382 4.70 1612 4.05 8534 12.45 
145 4.95 392 5.05 1632 9.85 8539 9.75 
151 3.40 440 6.20 1643 4.25 9531 15.45 
15% 3.00 441 6.55 2202 4.80 9532 12.70 
153 3.40 443 6.55 2203 4.80 9533 15.45 
154 4.45 461 6.55 2230 9.75 9534 17.75 
211 4.15 462 6.20 2212 5.10 9539 15.45 
212 3.75 463 6.55 2223 5.10 9862 8.45 
213 4.15 464 6.20 2234 11.25 9863 8.90 
214 3.75 633 5.35 2251 4.50 9864 13.90 
221 2.65 734 11.15 2284 6.20 
222 3.00 1013 4.20 2294 6.55 
Wadsworth 
60 Amp. Switches 100 Amp. Switches 200 Amp. Switches 
No. Price Number Price Number Price 
161 $ 9.60 102 15.70 522 $19.80 
162 9.15 110 16.55 523 24.95 
163 11.80 111 6.55 722 87.05 
171 9.35 112 15.70 723 51.90 
172 9.15 113 18.95 724 57.35 
508 11.45 513 17.25 729 52.00 
1024 13.30 1033 11.55 1042 14.20 
1762 16.30 1034 16.50 1043 22.00 
1763 .75 1712 27.35 1044 31.35 
1764 21.45 1713 35.40 2622 18.15 
1769 21.70 1714 35.00 2623 21.45 
1800 15.70 1719 30.90 2624 40.85 
1802 16.55 1900 24.35 2629 19.80 
1803 17.40 1902 25.20 2812 11.55 
1812 17.40 1903 26.10 2813 14.65 
1830 19.10 1912 26.10 2819 13.90 
1834 20 90 1930 28.70 3212 10.20 
1842 17.42 1934 30.50 3213 11.55 
1843 18.25 1942 26.10 3522 27 . 20 
1851 16.55 1943 27 .90 3523 31.15 
2030 15.65 1951 26.10 3524 43.15 
2034 17.40 2130 25.20 3520 31.15 
2042 15.70 2134 26.95 3622 41.60 
2043 16.55 2142 24.40 3623 47.25 
2051 14.80 2143 26.10 3624 53.20 
2084 13.30 2151 24.40 2020 47.35 
2861 8.45 2614 25.60 4603 54.45 
2862 8.00 3512 14.65 4643 59.40 
2863 9.30 3513 17.75 4630 59.75 
2869 9.30 3514 25 .60 4634 64.70 
3162 15.95 3519 17.75 . 
3163 17.75 3612 24.85 400 Amp. Switches 
3262 8.00 3613 31.95 642 $55.4 
3263 8.45 3614 35.90 643 67 .65 
3562 9.75 3619 31.95 742 61.65 
3563 11.55 8511 14.65 743 75.13 
3564 13.75 8512 12.45 744 91.30 
3569 11.55 8513 15.55 749 75.15 
suni2 17 05 8514 27.50 1052 36.30 
3663 22.05 8519 15.55 1053 47.85 
3664 24.00 9511 29.30 1054 66.00 
369 22.05 9512 24.85 2542 49.50 
8561 9.30 9513 29.30 2543 61.00 
8562 8.90 9514 39.00 2544 86.65 
8563 10.20 9519 29.30 35% 54.45 
8564 14.20 9812 10.65 3543 78.40 
8569 10.20 9813 12.00 3544 94.05 
9561 18.55 9814 21.45 3549 78.35 
9562 14.65 4803 99.00 
9563 18.55 4830 129.35 
9564 23.25 4834 137 .55 
9569 18.55 4843 112.20 





EXTRA END WALLS—SHUTTERS—TRIMS—ETC. 


Wadsworth 
Type of Trim 
For 30 Amp. 125 Volt Switches $ .30 30 
S 30 “ 350 =“ sid .50 .65 .50 
°* @ °° fe * Sie 65 .83 -65 
« 60 * — 6 | 2s | .75 .90 75 
° i =|) ae = &. & .82 1.00 .82 
‘ he. ia? 2. = .90 1.10 .90 
te - ae - 2 = 1.00 1.15 r.00 
* a” — --. 1.10 1.25 1.10 


Knock- Meter 
out & Shut- 


at Extended Shutter Shutter ter 
$ .50 $s. $.30 $.1 


45 «6.25 
50 ies 


45 
-50 
-50 
55 











' Murray Switches 
ENTRANCE SWITCHES 
With End Wail 2 Pole 3 Pole 
Amps. Volts Description No. Price No. Price 
30 125 For Plug Fuses 1 Blade 1 Fuse 630 ne. So auee 
30 125 a ae i 2 231 1.65 230 $2.25 
30 125-250 “ * 7 ohh. eke 831 2.10 
30 125-250 For 2 Cartridge Fuses 6h. “eee 830 3.55 
60 250 “ 3 Cart. Fuses-3 Phase-3 Wire... ...... 760 17.40 
60 250 oS Bho a a TP ee eo 769 20.00 
100 250 ae ie Sh cee tee eee = 710 29.05 
100 250 a. 2 meen Moe eer ee 712 29.95 
200 250 pg eet S.9. ¢ 3 © cap -eenwe 720 60.75 
200 250 * & <9 Se Se @ ? sc eee 722 68.85 





ACCESSIBLE MAIN FUSE SWITCHES 
Meter Test Type Without End Walls 








2 Pole 3 Pole 

Amps Volts Description No. Price No. Price 

30 125 For Plug Fuses One Fuse MR? Pea 

30 125 ~ ¥. & 3 Fuse 748 3.95 756 $ 4.45 

30 250 “ Cart. “ One Fuse 738 Ci ste sehen 

30 250 =. <o “ Two Fuse 737 4.85 742 4.85 

60 250 = “ For 1 Fuse Tae ECE ade” wantas 

60 250 ~~ “ For 2 Fuse 764 16.85 765 17.70 

100 250 a “ For 2 Fuse 718 25.60 719 27.40 

Meter Test 3 Phase 3 & 4 Wire Type Without End Walls 

60 250 For 3 Cart.Fuses-3 Phase-3 Wire ... ...... 767 $19.90 

60 250 a hs Me See oT ate” mecaes 768 23.00 

100 250 i, Lape A he ye 711 30.00 

100 250 a ee  - oe DS eee ekeeee 714 32.45 

200 250 we 5~ ie Scent “Gabaes 721 64.80 

200 250 a o* 2 ae © . gan ahdews 723 72.90 

With Branches Combined 
36 125 For Plug Fuses-2 Branches 780 $5.70 782 $6.50 
30 125 = = ~ an 781 6.35 783 7.15 
30 125 PE oe = a . 784 Ge see... wboaen 
30 125 - > a = 785 Cie .6sea: “eaceas 
Not Meter Test Without End Walls 
30 125 For Plug Fuses-One Fuse . mek? BPP ss 
30 125 ghee es “ Two Fuses 752 3.65 753 $ 3.95 
30 250 For Cart. “ a 757 4.55 758 4.55 
60 250 A hes . ors 762 15.95 763 16.80 
100 250 >. a » aod Bi 716 24.75 717 25.60 
**UNISAFTI”’ 
(Universal Standardized Switches) 
All 30 Amps. 

Number Pole Fuse Neutral Branches & Fusing Price 
234 2 Single 1-2-Wire 2 Fuses $3.25 
235B 2 2-2- 3.25 
236 2 = 4-2- “ - 4.30 
237 3 Two Solid 1-3- “ *? 3.75 
237 2 ” 1-2- “ - 3.75 
237 3 = Solid 2-2- “ es 3.75 
238 3 - Solid 4-2- “ 4.85 
238 2 - 2-2- “ a :” 4.85 

METER SERVICE SWITCHES 
Sealed Fuses 
Fuses & Blades Dead Without End Walls 
2 Pole 3 Pole 
Amp. Volts Description No. Price No. Price 
30 125 For Plug Fuses 232 $ 2.20 233 $ 3.35 
60 250 For Cart. Fuses 364 15.05 365 15.95 

Fuses Alive 

30 125 For Plug Fuses 330-1 $ 2.65 333 $ 3.35 

30 250 For Cart. Fuses 130 2.65 133 3.35 

60 250 Ps "7 360 8.45 361-3 8.90 

100 250 eile " 310 15.05 313-4 15.95 





SEALABLE MAIN FUSES 


Polyphase—3 Wire 
Without End Walls 


30 Amp. 60 Amp. 100 Amp. 
3 Pole-3 Blades-For Cart. Fuses 250V. 332 $11.10 362 $16.80 311 $26.50 


TYPE C SWITCHES 
Quick Break 





Description 





Amps All Cart. Fuse 2 Pole 3 Pcle 4 Pole 
No. Price No. Price No. Price 
30 632 $3.35 633 $4.40 634 $ 8.70 
30 Solid Neutral 125-250 eee eanees 636 Me Tisss” ehkeas 
60 661 8.35 663 9.45 664 12.15 
60 Solid Neutral 125-250 sew  deiwal 665 UN a” ‘ete aoe 
60 ? - wi. Te ee 662 9.45 663 9.45 
100 611 13.30 613 16.20 614 24.75 
100 Solid Neutral 125-250 Se ere ae eee “wieke | ocwens 
100 a - ola a Om 612 16.20 613B 17.10 
200 621 23.40 623 28.80 624 51.30 
200 Solid Neutral 125-250 ee Bo _ Be * eas? 
200 7 - ~ as abet, Mkenae 622 28.80 623B 30.15 
END WALLS, PLATES & TROUGHS & ADAPTORS 
30 60 100 
Amp. Amp. Amp. 
DG, WEG bin 0c a saee neseuteseuscce venenes WONbtGeae $.30 $.65 $1.00 
os oh 54 coe keks 644s he uenen taunted dbautews .15 .25 .25 
ee OE er S Ae a eee .30 .30 .30 
Trough Cover & Adapting Slide. ..........-.00ee00. .15 .15 .15 
Tee SH BRE a ook occ nk cic ces ndcicgccntcwmnsebcesedhmscdaceen $3.40 
° ROR A I ae shin ccehenctenhead etressethewtakeuea .45 
7 DP inn ddceeod dbs br bane Cladbiwer oiabek he Lai teaenGees .50 
1s OE Ee SE ee rere re oe re Pee .55 
is ip pitedineenedenaure Sdobudb kes tit heamadenvaenenenaad -60 
« SP avcwekibawtacd > eecebedeseeaks cua lbubeens ums Geen barbune -65 
r RES ee uitkecdban ele ttavwie<ed .75 


ELECTRICAL CONTRACTING 





























Diamond E Switches 


























STEEL WOOD SCREWS—Continued 
Price Per Dozen 






































Length Number | " No.9 No. 10 No. 12 No. 14 No. 16 
< Per Dozen * ene pares jee ene — 
SMALL ENTRANCE SWITCHES, 30 AMPS. i a ve age > alee 2s ores 7 
Volts For Fuses Description 2 Pole 3 Pole » * we “ .05 .05 ane adie od 
125 Plug All Fused P-2 $1.65 P-3 $2.75 ol S b .05 05 $8.06 $.07 wee 
125 Plug Ground Neutral P-2S 1.65 P-3 2.25 4 2 i -05 -05 -06 .07 oy 
250 Cartridge All Fuse C-2 2.25 C3 4.00; t a S -05 -05 .06 -08 $8.00 
250 Cartridge Ground Neutral .....  ..... C-3S 2.90 | 1%" . be -05 -05 -07 .09 -10 
Hale “ « ee hee Pe dll 
ALL-N-ONE SWITCHES 234° 2.4 :06 ‘07 210 "12 18 
Live Front Double Fuse Dead Front Single F use ; e a e = 4 14 ll 13 4 
No. Circuits Price °. Circuits Price 3 e e "10 "12 . 3 15 -16 
re rn i Be EL be eee SE 
a4 "85 oti : : ‘ x 
ie : eo ahs 5 7: a3 4” * ? ** . e+e .17 .18 .20 
- ; 6 5 
A-9 9 6.95 AD-8 8 BRASS SCREWS 
AD-10 10 un 4 Round, Flat or Oval Head Mi 
Tice Per zen 
Length Number Upto4 No.& No.6 No.8 No. ® 
a a 4 Py Dore = BGe ge ye 
No. 501 No. 502 No. 503 No. 504 No. 505 No. 506 No. 507 ° » © : oon fo er 
$9.90 $15.25 $23.60 $26.75 $20.25 $8.90 $13.90] , *e « , Doe Se 
: wd ~- > e€ec cease -ll 13 16 
MOTOR STARTING SWITCHES 2 oe « ee toon i6 15 ; 17 
MS-1 30 Amp. 3 Pole 220 Volts Quick Make & Break Toggle.......... $6.00 | 234" = . eeee eves ° . eevee 
C-3P 30 Amp. 3 Pole 250 Volts Not Toggle TELEPTRESEEEERET ELE Ee 7.10 Hs M > weer eee eeee eeee eee 
a ae, eid 
SAFE LINE SERVICE SWITCHES Length Number No. 10 No. 12 No. 14 No. 16 Ne ue 
No. 904 Single Pole ‘ Circuits Ue SPO, og. ck cudneneovceeene $7.85 4, Per Doren sii -e* a ¢ 
NE COMIN. 0 os 0 bce ctonnes 6.60 ie « “ “12 $.i4 Pipe ve sees 
Ae S.. "3 ee ae 
INDUSTRIAL TYPE lie: ° « fo Se 
a 4“ “ 
Quick Break—Single Throw—Fused Bottom H * « = "30 YY $s 8688 
250 Volts 2%" e bad .30 .85 .45 55 .65 
Amp. No. Price No. Price No. Price | 236” be ° . 33 -40 -50 65 -75 
so 0fieoaes—i(‘(“ O06 082) BOO. tes | Per Geen: ay aad arden can | 
; ’ 4 .65 | F, ipl ri imes. 
00 11188100 oe 
18. ? ; 75 
400 40022 44.85 40032 61.50 40042 87 bin LAG SCREWS . 4K" 5° 6° 
600 60022 78.00 60032 91.30 60042 131.10 HR... thach sos cts ees of es 
” 500 Volts if- FL, © atin mn .07 .08 $09 $8.10 
Amp. No. Price No. Price No. Price 
30 2036 $ 9.00 3035 $ 3-35 3045 $ 12.45 STRAPS—CLIPS OR CLAMPS 
100 10025 = 13.30 = 10035 15.80 10045 26 |60 Without Screws, For Pipe 
200 26.60 20035 30.00 20045 43.20 : -%" 4 lee 
400 40025 68.00 40035 74.70 40045 116.20 | Tinned Straps 2 Hole Price Each .01 $.01 $.01 $.01 $.01% 
600 60025 96.30 60035 103.00 60045 167.70 | Light Steel Straps-1 Hole Price Each .03 .03 .05 -.07 =.08 
Mall. Iroe Straps-1 Hole PriceEach .... .07 .OR 10 «(1K 
‘ee denen yy > ene 100 Amp _— Amp P & S Conduit Clips With Bolts “ .10 14 Co 
wee eee eens . . - 1%” 2° rat a” 
Number " 3026 6026 10026 
ene ee . Tinned Straps 2 Hole Price Each........... $.02 $.03 $.05 
Price. ..+++++++ $15.30 $15.80 $25.00 $38.60 Light Steel Straps-1 Hole Price Each........ "10 “15 ae 45 
Mall. Iron Straps-1 Hole Price Each........ 25 45 70 95 
Not Fused—Quick Break P & S Conduit Ips Wn SEED. ~ ancesecene .26 
Single Throw—No Fuse Double Throw—No Fuse SOLDER 
Amps. Pole Volts Number Price Number Price Ftp —— Resi Ribbo 3 
30 2 250DC 3022N $ 5.00 3022DN —s 8:10.80 Wire Wi Core 80-70 Flex 
30 3 250DC 3032N 6.30 3032 D 12.45 | per Pound. $.70 $.85 $1.15 8.80 $2.70 
30 2 500 AC 3025N 8.65 3025 DN EE #  —~atebtendenitong “10 "10 "15 "10 20 
30 3 500 AC 3035N 8. 10 3085DN 16.60 er MRCS. wceccececs . ° e ° . 
‘ 13.15 
60 3 25)-50 6035N 8.55 6035 DN 16.60 SOLDER PASTE 
100 2 250-500 10025N 11.50 10025DN 24.90 Half One 
100 3 250-500 10035N 11.25 10035DN 30.70 2 on. 2 oz. 4 on. Pound Pound 
3 2 SN Ee | ERN Be en er 
400 2 250-500 40025N 49.80 40025 DN 99.60 -20 . -40 .70 
400 3 250-500 40835N 58.00 40035 DN 132.80 -25 85 AK 1.00 
600 2 250-500 60025N 83.00 60025 DN 141.00 -20 tees 80 1.50 
3 250-500 60035N 99.60 60035 DN 163. 50 .30 -80 1.50 
-20 80 1.50 
"xs rs SOLDERING SALTS 
, S-SUNDRIES we the 
poraity a tiehitess In cans each eadewecote kes thas tbaeestas $.65 $1.00 
Mate. 6 © 0 6500 
S ill Sreweet,..+, heap tieiasiad gecenreestssvbensesseseeees .75 Be 
okorode.......... n cans cac eee a 
STEEL WOOD. SCREWS Alles..;..... ee 5 Arte boner td ‘75100 
Flat Head 
Price Per Dozen ae SOLDER STICKS ne 
Length Number Up To 4 No. 5 No. 6 No. 7 No. 8 Eaco Vuscvcvecsesesss Chececescocoresesesesesseesece eeoeceseeseseos 35 
Per Dozen .05 $.05 $.05 $.05 3.05 Semeon oe eee eee eee ee ee Seer er ere were eee eee eee eeeeeee eeeeeve 30 
— “ “ .05 .05 05 .05 Allen See eee eee eee eee eee eee eee eee eee eee eee eee eee ee eee eee eee eee 40 
* “ “ .05 .05 .05 .05 .05 Cre o* ; eee eee eee eee eee ee eee eee eee eee ee ee eee eee eee eee eee eee eee 25 
” “ “ .05 05 .05 .05 05 BRee ce Sve rebecca ed eGo cr creer Seer eeesSen see Heeersersseeesesesbec 235 
fl - r ‘= = ‘3 OS .05 eee eee eee eee eee eee eee eee eee ee eee eee eee eee eee eee ee ee eee ee) ° 
1" “4 \ iw Hee jee Se FIXTURE STUDS 
1%? os .05 -05 -05 .05 .05 : % 4 
14” “ “ 05 .05 05 = 05 .05 | Four Prong Fixture Studs Less Bolts. ......... 06... ee eeeee $.10 $.15 
2 « “ ous : .05 05 A Se I, ABS «Sone bu5s 6 pa0'040s Jah bo 0coe Shad * 6605s ons 0 mi) OL 
2“? “ : aoe » .05 .05 .05 | No Bolt Fixture AIOE NM PERE eee nese cseeees .10 15 
” 
a: “4 Sp oBes a AE sc ae STAPLES 
4 e “ -- aie eae pa -10 | Staples Insulated Nails Per Dozen.......... Es sock eenbacne jie ide + 
334 - os a oon sen ieee Leather Nail Heads Per Dozen....... seae veces cnededumnboubaaveaee .05 
4 P ° eee Milonite Insulated Nails Per Dozen. ..... 2... ote cece eee ee ceeeees .06 
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Transformers 





TAPE 
FRICTION TAPE 





























Per PerHalf Per2 Perl Per 
Pound Pound Ounce Ounce Foot 
Amazoa Priction....0.2.00. $ .65 $ .35 $.10 $.05 $.01 
Adhere pes -65 -35 -10 -05 -03 
Bulldog S -70 -40 -10 -05 -O1 
Cataract e -55 -380 -10 -05 .01 
Commodity S -60 -30 -10 -05 -01 
Dutch Brand “ -60 -30 -10 -05 -01 
Everstick = -60 -30 -10 .05 .01 
Eaco yi 95 .50 -15 -10 .02 
. . . 55 .30 -10 - 08 .01 
Graybar Railway Signal......... -90 .45 15 .10 .02 
Grimshaw 7: géecpoceese 2.00 1.00 -25 15 .03 
Holdfast C (peecsneccse 1.00 .50 -15 -10 rer 
Holdtite es wee eweeces -60 .30 -10 -05 -01 
IXL T eepeneonsece -75 -40 .10 -05 -01 
Illinois ee .55 -30 -10 .05 .01 
1.75 -90 -20 -10 .02 
1.00 55 15 .10 .02 
1.35 -70 .20 .10 -02 
-60 -30 -10 -05 .01 
-55 -30 -10 -06 -01 
60 -30 .10 .05 .01 
-70 .35 -10 -05 -O1 
1.30 .65 -20 -10 -02 
-75 .40 -10 -05 .O1 
-60 .30 -10 -05 .01 
1.00 -50 -15 .10 .02 
POOTIEED sc 6 cc cccceccccccocceccce -60 .30 10 -05 01 
BONER. Séeccoccecocenseecedecs -90 .45 15 -10 02 
SER cob 6oceureeeeceviancsess -55 .30 -10 -05 01 
i teisedeedePiuteehe edwewud -55 .30 .10 .05 01 
Ee noose sn ccseeeseneuse te -55 -80 -10 -05 .01 
OO ee ere .55 .30 -10 -05 -01 
Vim Grav....... . 1.10 .60 15 10 02 
RUBBER TAPE 
Amazoa RORNST < o cc csescee $1.00 $.50 $.15 $.10 3.04 
Alezall Wy 60006060066 1.20 -60 15 .10 -04 
Alpha s6eseoeeens 1.00 -50 .15 -10 -04 
Brooblya met -60 .80 -10 -05 -03 
Cataract ps -70 -35 -10 -05 -03 
Deteh Brand yee -70 35 .10 -05 -03 
Eleco = -60 .30 -10 .05 .03 
. E. “ .60 .30 .10 . 05 .2 
Graybar Victor “ -60 -30 -10 -05 .03 
Holdfast oz 1.00 .50 -15 -10 .04 
Imperial * -60 .30 -10 -05 -03 
Illinois nw .60 -30 -10 -05 -03 
Okonite os 1.65 -85 -20 -10 .04 
Para pe .75 .40 -10 -05 -03 
Pitteburgh jon -60 -30 -10 -05 -03 
Relio U —_ pa -60 -30 -10 .05 -03 
Securit - 55 -3u .10 -05 .03 
U. S. Rubber i ate eee .65 .35 .10 .05 .03 
Twin Tape Rubber & Friction ... -75 -40 -10 -05 -03 
UsCcO onlachense eT ee a, .90 .50 15 .10 . 04 
eS ___ 
VESTIBULE TYPE 
No. 74 Armored Cord Receiver Levee be 6 oe CR KSeeeennehennsedsenren $25.00 
No. 74A Swing Arm Receiver T ype TT eT ee eT eee .30 
No. 74C Cordless NE NG UIDs 0.5.0 640an Cus Kes ceadesacriaace .75 
Above prices are for telephones com fete but do not include for any call buttons. 
Add for buttons—Janitor Calling Buttons if fitted. .............00000. 
Ba ee I I Chak eee e ne Kaha nhe teas 95 








SUITE TELEPHONES 
series 2809 to 2849 or 1909 to 49 Page 22 Bulletin No. 89 S. H. Couch Co. 
Number of Buttons..... - 3 4 

$12.45 $13.60 $14.60 


Price Ea. Surface or Flush $11.40 $11.40 
TELEPHONE CABLES 
Braided Type “B” Lead Covered Type “‘L” 








Number 























of Conductors Number Price per Foot Number Price per Foot 

B-8 $14 L- $.18 

12 B-12 15% L-12 -21 

16 B-16 .18 L-16 .27 

21 B-21 (22 L-21 29 

25 B-25 .24 L-25 -32 

31 B-31 4 - .39 

37 B-37 .44 

BUCKEYE TIME SWITCHES Without With 
Term. Term. 
Box Box 
110 or 220.V. ~Ssle or Dble Pole-10 Buc cveccssene -cccccee OND.8D $28.00 
eS Mn tpbshebbtaséengiiee 23.00 30.00 
eS 8 6 BP BO FS & Bins cncpsavidecbecnes 26.00 32.00 
S 8&2 8 8 OC @ “S Be iiteranddatessessesas 30.00 36.00 
ee ene re .00 30.00 
Buckeye Combinstion Time Switch Remote seateet Unit Complete 
ac. Capacity ap to 125A.-1 10 or 220 Volt-2 &3 ° >. 2 
HARTFORD TIME SWITCHES 
10 Amp. 20 fae. 35 Amp. 50 Amp. 
Type B Single of Double Pole. ..... $36. $30. $42.00 $50.00 
Type B Triple Pole............. 38.00 41.00 = eee Pe 
Type C& Single 4 Deatie Pole.. 39.00 2.00 47.00 52.00 
Type C& D Triple Pole........... 41.00 45.00 49 00 aba 
‘Type G Apt. Hall Lieht ‘Control DP. . ee Se ona ce 
PARAGON TIME SWITCHES 
Indoor All 250 Voit Outdoor 

No. 1—$47.00 30 Amp. Double Pole No. 2—$47 .00 
No. 1— 59.00 50 ” lo. 2— 59.00 
No. 1— 59.00 30 “ Triple No. 3— 50.00 
No. 3—~ 45.00 = © Double re No. 4— 45.00 
No. 3— 40.00 _ = ys No. 4— 40.00 
No. 8— 45.00 10 “* Triple ° No. 4— 45.00 
Sunday Shut Of —Extra... ... 2.2.6. cee cceceees SeGedscusbsdennsea $5.00 
Attachment fer Teraiag of Carter. 20... ccccce cose cccccscccescces 5.00 
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RELIANCE & RACINE SWITCHES 








‘ 10 Am 20 Amp. 30 Amp. 50 Amp. 
Racine T DE at eacassdiend 19. $23. cose ‘ 
Reliance Type 10-20-30-50......... 20.00 $32 00 $36.00 
Reliance Type 15 Triple Pole....... «++. due | @8BSe 

SAUTER TIME SWITCHES 
All 115-230 Volt A. C. & D. C. Single Throw. 
No. Amps. Poles scription Price 
101 2 1 Clock operated, key wound 40 day clocks $ 52.00 
lll 10 1 = _ 7 —. ~ 56.00 
121 15 ,2 = “4 = Ee - 60.00 
201 2 1 = Self winding 74.00 
211 10 1 as 80.00 
1 10 2 Fe. 85.00 
321 25 2 Motor operated self winding clocks 105.00 
341 40 2 = ” 7 oy ™ 110.00 
401 100 2 Motor operated Oil Break self winding clocks 190.00 
431 200 2 ~ - = Te * " - 250.00 
461 300 2 ~y ‘i =~ ve sd ~ * 280.00 
TORK TIME SWITCHES OR CLOCKS 
Description Outdoor Posehbeerd 
Single Pole 15 Amp. 125 Volt fs a0. 00 ss. 00 sondpers 
Double 30 “ 250 “ ih a =. = #230— 30.00 .... ...... 
Single “ Double Throw ‘nth ébbwhe Ghen  eeseus 
Dou « ye ik Contact i 33. 00 ht aa 


eeeeee 


ble be pier 
Dble. Pole 30 A. 250 V. Windless #730— 60.00 #830— 65.00 #930— 58.00 
Combiaatica Type—with Clock and Contactor 











For AC Only Description For DC Only 
No. 76062 .00 60 Amps. 2 Pole No. 75062 § 70.00 
No. 76102 75.00 100 “ 2 Pole No. 75102 125.00 
ZENITH TIME SWITCHES 
Closed Face Open Face Open Fiush Mount 
Ame. S ot Pole Numbers Price Numbers Price Numbers Price 
10 T-810 SOE Cuiackbhe ecéboW. back emieds ‘seenke 
10 220 Ss t 
Mom. Cont. 110-MC 28.00 115-MC $30.00 125-MC $34.00 
10 220 Dbl. 
On- 1101 .00 1151 22.00 1251 26. ro 
20 110 Sgl 110-ABCG 26.00 115-ABCG 28.00 125-ABCG 32.00 
20 220 Dbi 1102 23.00 1152 25.00 1252 29.00 
20 220 Dbi 110-B&G2 30.00 +> oc 32.00 125-B&G2 36.00 
220 Tri 11023 28.00 11523 30.00 12523 34.00 
30 220 Dbi 1103 25.00 1183 27.00 1253 31.00 
BELL & TOY TRANSFORMERS 
50 to 133 25 to 40 
Secondary Cycle Cycle 
Name Style Watt Volts No. Price N Price 
Steel Clad Bell 25 Single 86 $ 1.30 B6 $ 1.50 
- bs x “hree 86T 1.60 86T 1.80 
Porcelain Bell 25 Single 87 1.60 8% 1.80 
Out. Box Bell 25 S6ER 1.60 86ER 1.80 
ED- Heavy Duty 50 8-16-24 88 4.30 88 4.380 
WARDS 75 - 89 6.40 809 7.10 
- . 100 - 90 7.50 90 «68.30 
Toy 50 30 18 870 3.60 870 4.30 
- 75 3to 2 871 5.95 871 7.15 
- 100 2 to 30 872 8.95 872 10.75 
Bell Residence 12 Volt 2332 #1.30 102340 1.50 
G.E. Box Type . = 2488 1.45 24900 170 
Heavy Duty 50 8-16-24 23383 «5.10 2339 «67.10 
= - 100 10-20-30 2334 8.25 2340 11. 
Mold. Sin le 25 10 Voits 221 1.35 be 
Mold. 3 Circuit 25 6 to 18V. 222 «1.55 ‘ 
HEMCO Steel Sgle.Cir. 25 10 Volts 225 1.25 235 «41.35 
Steel 3 ae 25 6 to 18V. 226 «61.35 
| eSgle.C Cir.25 10 Volts 227 1.35 237 «=—11.50 
ype 25 6 to 18V. 228 «641.55 
Wizard 25 10 Volt 230-101 1.30 230-102 1.50 
ucode 10 Volt 230-111 1.45 280-112 1.65 
Tri-Volt 25 6to18V. 230-121 1.45 230-122 1.65 
Porcelain 220-131 1. sie 
Little Jeff Toy 50 5%-13 635-101 3. 535-1 5.08 
EF- Midget Toy 75 54-22 535-121 4.75 535-122 6.05 
FERSON Model 2 Toy 100 544-23 535-131 7.15 585-132 9.10 
Model 3 Toy 150 1 535-141 9. 
Heavy Duty A 580 6t0 20 231-191 5.15 231-102 7.30 
° B 75 6to20 231-111 7.70 231-112 10.20 
- “ C 125 6to 2% 231-121 10.25 231- 12.95 
- = © 6 to 24 231-141 20.80 231-142 25.65 
Blue Bell 10 8 Volt 6166 1.25 
Tri-Volt 20 6to 16 6163 1.45 6126 1.40 
KILLARK Box Type 10 8 Volt 7166 «61.45 
Porcelain Case 10 8 Volt 4166 «61.45 
Ay 25 8 Volt L-160 1.30 L-125 1.50 
pe A 8 Volt -160 1.40 A-125 1.60 
Teva 25 6-8-14V. A-1360 1.55 A-1325 1.80 
RITTEN- Porcelain 25 8 Volt AP-160 1.45 AP-125 1.65 
HOUSE Box Type 25 8 Volt OB-160 1.45 OB-125 1.65 
Toy Junior 50 3.30 50 «64.00 
“ Genesse 75 75 4.95 75 6.00 
“ Senior 100 100 6.60 100 8.00 
“ Niagara 150 150 §68.80 150 10.60 
$-1 Sgle. Volt 15 8-1 1.30 ee 
$-3 3 Volt 15 8-3 1.40 osee 
STAN- DA Se. Volt 25 D-1 1.50 
LEY 3 Volt 25 D-3 1.70 
PATER- HD-1 3 Volt 50 HD-1 5.35 
SON  EHD3 100 EHD-1 6.65 
i 4 


7 300 21. 
NOTE: For 220 Volt Transformers add 20% to above prices. 
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WIRES COVERED TELEPHONE WIRES Se 
t 
No. 22—% Twin Pair Plain Pothead Copper Wire............... $.03%5 
RUBBER COVERED WIRES No. 22—*& Twin Pair Flame Proof Copper Wire................ .04 
Special Price on No. 14 S.B. Wire — son E Noe ted — — [ camcecees semper Wire (Enam) = 
-B. io. 19—. win Pair Flame Proof Copper Wire................ ‘ 
i fi atintn tail tiatin 7 pit Hg 6 een b ee Dr Braid Suaster Casper Wire (Olive). . oo 
wee eee ee eee eee ee PCP eee eee eee eee eee ee eee eee) . oO. J ‘onductor a Ss ee ee . 
ee Ds tara odode ws ckeusans needs RRS oS | (ae -01 No. 18—%% Twin Pair, Bridlewire, Saturated Braid.............. ‘03 
Price Per pene No. 14—%_—=ss Twin Pair Outside of Bridle Saturated Braid......... oo 
™ Wise Ld mee Sizes Pa] 18 ¢ Sits No. 14 Note—For Prices of Sgle. Conductor use 44 of above prices per foot. 
ixture Wire Light.........-.ssseeeeneeeee i “Sere 
. Cebs 60sseesue Stectis eds 01% -01 coccee GALVANIZED TELEPHONE WIRE 
Solid Feate Ragtt. nine do ccbebantaenseranece -01 01% See Above Size BWG No. 4 No. 6 No. 8 No. 10 No, 12 No. 14 
jabs seb 0usOncb eabenecesas -01 .01% $.02 EBs en Dost Per Pound... §. * $. 3 $.13 $. $1 $. $7 $.15 
. B. Best Best Ds on -12 12 .14 
eee .01% .01% 2 Steel st Fes -ll i ‘il -ll ‘12 .13 
= Dbie. = Sebatevenen CGbvececcee esses is «. .02% Weight Per 1000 SND ss 44:da wicbee 153 112 a on 49 32 19 
We COE Bsc 6.0 0's vecectbes 811 590 390 486.258 170 99 
Duplex nee! Braid. docescegesdoodes Seesee  tesese Sebece os WIRE. MAGNET 
BE PO I, Pee ae Be RE gt ’ . 
Price Per Foot 
Other Sizes No. 12 No. 10 No. 8 No. 6 Price Per Pound Plain Enamel- Enamel- 
Fixture Wire DIMES bocaseedee Catdéee -sebekd)s .  eenned. | Sanne ; Single Double Single Double Enamei- ed Single ed Double 
“ Heavy eeeeesecseces cesses  eosese covers seeece aad Gone vanes Sil Silk “ 9s Cotton Cotton 
Solid Single Brgid......-esee0e — ee ee ee. cc ee Te 
eens eeeeeeeeers . . - ° ‘oeene 5 sane 1.0) Ba 1.09 
‘ 14 1.05 1.10 ‘ i iad 1.02 1.08 1.12 
Stranded Sele. pen ssso sors ors 0254 $B% 06k os 16 1.07 1.13 $ 1.45 $ 1.60 1.05 1.10 1.30 
20 1.15 1.25 1.70 2.05 1.10 :30 ; 
Duplex Single | Braid 7 ee = Gs = 13% = 1.38 1.35 1:89 3.30 112 13s 1 as 
ap atreited duueun toes ‘ . : , ‘ -§ 2.4 1.15 1.45 1.60 
1.45 1.70 2.05 2.50 1.27 1.70 1.90 
LARGER SIZES DOUBLE BRAID STRANDED 28 1.70 2.05 2.20 3.05 1.40 1.95 2.25 
raersts Price | 30 1.95 2.35 2.95 3.95 1.50 2.20 2.50 
Si =, ae Per Fost | 32 2.35 2.95 3.70 5.50 1.70 2.85 3.50 
Ss @ PMs ees; inode: 9 8 Serer a = an wo in ts te tz 
Ne ¢° . A TS rf ae o ie we daeennenenanks 2 38 5.95 50 9.70 16.00 aia: oe ote 
nS Wo iividecssacccecs.”. cae SI. cn0nbndesyecese~. cme 40 wOvll: Por oft cinse one halk tha tgumpasead abghiiccase alas. 
No. 2 D. B eo ceceesesecocss . 13% No. 0000 ce ecerccceccsoce .40 For % Ib. lots use one third of above prices. 
CIRCULAR MILL CABLE For one ounce lots use one tenth of above prices. 
F Price Per 100 Feet Enamel- Enamel- 
Size am, +... Size me, Size cinsie Double Single © Double Enamel- ed Single ed Double 
250,000 C. M............ $ .48 600,000 C. M............ Se). oa CU Silk ans na “pee. 
Sine ©. BE... <acaute's .57 . | . ah” SS eaaaeas 1.26 «are Nees = pees ¥ ° 
350,000 CM... 222252: 65 750,000 CM... 22222222: 1.34 | 10 ee 4 Se 3-78 3B 8.8 
400,000 C.Moo 2.2222: 73 800.000 C. Mo. 2222.2: 1.44 | 12 a SER neeete. vegans ze 2-38 3.38 
14 1.80 ec  csesht't. “citeba 1.70 2.00 2.20 
450,000 C. M............ 900,000 C. M....... --++ 1,60 | 36 1.00 0. $i 20 $1.30 
500,000 C. M... 90 1,000,000 C.-M... 1:75 | 38 ‘ $ . 1.2% oS a 
Additions to Code Wire for 25% (Intermediate Grade) and 30% Wire. 20 “50 “60 “70 “45 53 “70 
For Intermediate 22 35 .40 45 50 .30 40 "50 
Sizes or 25% Wire For 30% Wire | 2% 25 .30 .35 .40 .20 .30 .40 
eS ee 3 Me - niin cape 10% | 26 15 17 20 "25 “13 “17 “29 
From No. 1/0 to4.0.................- cS | ER eaveppttarsceets 6 28 “10 “15 “15 "20 10 .15 “18 
From 250,000 to 400,000 CM........... SSRI RAE TR. ose soe 5% | 30 -10 .12 .12 .15 .10 .12 *15 
From 500,000 to 1,000,000 CM........... RO gbkGhpesiccdce 3% 32 .10 .12 + .14 .10 .12 .14 
aE Ce a a See ee 
P ° e ° . -12 .14 
= $e eg ba 4 
Price Note: "Prices per 100 feet are bigher than per pound rate to cover cost of 
No. 18 No. 16 No.14 No.12 No.10 No.8 No.6 | measuring and should be used oniy for small lot sales. 
Per Pound Sots... agensees $3.64 $.60 $.58 $.56 at ae 6.6 LE & RUBBER COVERED WIRE AND CABLE 
DGD vesces segneSebkohocrssd echane f ‘ ‘: AD 
Per Bogs § solid. .-, ces ececrecee -01 -01 .02 .02% .03 .04 Conductor Conductor 
SG Be scenes -01% .01 .02u% .03 -03% .04% Solid Stranded Size Solid Stranded 
Number Pare Po Pound.. 90 70 40 30 20 13 No. id if {Price Per Foot $.05 $ .06 250,000 C.M.Cable ...... $ .78 
EXTRAS—For slow burning W. P. Wire—Per Pound Extra......... $.01 No 13 = “ 08% oo 320,000 €: M S duaboll ‘oe 
For Twisted Pair W. P. Wire-—Per Pound Extra......... .02 No. 8 * * « 1 er” le” RE Ra 1.08 
For Double Braid W. P. Wire—Per Pound Extra. ae No 6 * « 17 .18 ll) th a a a 1,28 
For Medium Hard Drawn—Per Pound Extra............ -00% | No. 4% *  ) hs eoagm -22 600,.000C.M. “ ...... 1.58 
For Armored Cables See Page PL-9. { a. aes As © + eeeees -25 1." | Se ere 1.77 
No. 2 a ce cannes .30 750,000 C. M. : coveee 1.89 
ANNUNCIATOR—TELEPHONE WIRE, ETC. aes oe + elk ae 
Description No.18 No.16 | No.3/0 “ “ @ (1...) [47 1000000C.M. “ [.°°°) 2735 
Solid Light 1% Per Foot............. $.01 $.01 No. 3/0 “ * <r St 
Fixture Heavy |  ) dick coke ease .01 .01 No.4/0 “ * e 
Wire Stranded Light 1 > 7 nha Soduasiens .01 .01 NOTE: Above prices are based on haste quantities: 
eh iT TORT ECTT EL 01 01 No. 16 to No, 8 Less than 100 ft. No. 6 and larger less theg 68 —__ 
caeonhs png e ened hones ihe bhe Sah ahhedbinhakeeupeer ened bseets ad uskbs4 es ree 
A iator Wi Size Duplex Conductor 
Description mmee No. 18 No.16 No. 14 ~—No. 12 Solid Stranded Solid Stranded 
. J En), 8 ee $.08 $.10 $.17 % .21 
Single fee fous ig aha ais “aoe 0% $-O13 venhioe No. 12 “* “« « 12 14 22 25 
= igang : ; a) ere ‘ bette erences é é ° . 
Twisted or + Dup' ex Per Pound...... -75 -70 a - ‘évense a 8 “ ‘ ee eg ee : * = . = 
OY a -01 01% 7 ere No. 6 « “o « S crate Boe tae “29 "33 “45 "53 
COCO EOE EEE EERE EEE EHH EOE HEHEHE EH HHH eee ereeesesesesese No. 4 “ a “a RE SS ee eA Pe .43 a acates ; 
Office & Damp Proof Wire a 2.) 6 Weer .58 oo 
Single er gy season -90 .85 . aoe —_. © Oy FP ZB elesctbe' ct cee -72 1.38 
a , BARA .01 01% an: wamewe No. 1/0 “ TE -83 1.40 
Twisted or 5 outs Per aund.. -92 .88 a”) - teaene No. 2/0 “ See waves Shebe eae 1.00 1.60 
so oa -02 .03 : ree No. 3/0 “ ., Sg OR cece 1.18 1.83 
06060006 b.66006460 00beS SON ee SSS 60 ste eon ebetee ese sce ceeces vcoeseccessoces No. 4/0 “ Gt had ae ciekian ae 1.46 2.20 
“‘Deltabeston” or similar NOTE: Above prices are based on following quantities: 
Single Stranded Black Per Foot...... .03 08% $.04 $.05 No. 16 to No. 8 Less than 1 
Single Stranded Colored Per Foot.... .04 / .05 .06 No. 6 and larger less than 50 ft. 
sacs ype Coma vee COE, 000.00 ++ 08 , u oo v4 
Single Artificial Si er Foot........ - j ji _ STEEL AR 
Duplex Glazed Cotton Per Foot...... .08 -09 -10 cove = P - CABLE 
Duplex Artificial Silk Per Foot....... -00 -10 -ll ion + only 
Twisted Pair Glazed Cotton Per Foot. .08 .09 .10 be 1 Cond. 2 Cond. 3 Cond. 
Twisted Pair Artificial Silk Per Foot.. .09 -10 ul po ie. as aed bat s. br 
Asbestos Range Wire a 8 - 40 ‘- 
Descripti No.18 No.16 No.14 No.12 | No. -40 -87 
Adhoowms p Range Wire or Switch Board Wire NOTE: Above prices are based on quantities of 100 to wm feet—Prices oa 
Ns t.5Os0 40644000 c0Untac ethos 3.10 3.12 .13 .15 | smaller quantities are higher. Prices on Park Cable over 600 V. are higher. 
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A better job, bigger profit 
~ but no more labor 


HEN you use the Cutler-Hammer 

Standard Duty (Type C) Switch, 
you can ask more profit because it 
makes for a better job—at no greater 
expense to you. 


Among the features which insure this 
greater value to the customer, this great- 
er satisfaction and longer life, are quick 
make as well as quick break. Quick make assures 
perfect contact under all circumstances. Inexpe- 
rienced operators cannot fail to close the switch. 
Slow burning of contacts due to arcing is elimi- 
nated. 


Also, C-H Staridard Duty Switch has a mold- 
ed crack-proof base, is heavily insulated and 
carefully constructed throughout. Despite the 
fact that it is smaller than ordinary, it is excep- 
tionally convenient to wire. It is made in 6 sizes, 
from 30 to 400 amperes at 250 and 600 volts 

.. carried by reliable jobbers. A complete catalog 
describing this and other C-H “T-V”’ Switches 
for every service will be sent upon request. 


CUTLER-HAMMER, Inc. 
Trumbull-Vanderpoel Elec. Mfg. Co., Inc. 


Subsidiary 
1307 St. Paul Avenue 
MILWAUKEE, WIS. 





C-H Standard Duty Switch 


(Type C) 





C-H Entrance Switch 


C-H quality in an entrance 
switch. This C-H Switch has 
the same general design and 
construction as the C-H Type 
C—including molded, crack- 
proof base. Quick break only 
but a high quality switch at 
little cost. Twenty-one sizes 
from 30 to 100 amps. at 125 
and 250 volts—and either 
solid neutral, 2 or 3 wire. 


CUTLER HAMMER 














High Quality Safety Sw Soches for very Service 
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League” by G. W. Weston of 
Kansas City, Mo. 

The trophy for the prize win- 
ning paper in a competition ar- 
ranged for secretary-managers of 
leagues on the subject “How my 
League Discharges its Obligations 
to the Local Electrical Industry” 


was won by E. C. Banks, mana- | 
Red Seal Electric Service, | 


ger 
Manitoba Electric Association, 
Winnipeg. Papers receiving hon- 
orable mention were submitted by 
J. S. Bartlett, Milwaukee; G. B. 
Noll, Erie and S. S. Vineberg of 
Buffalo. 


* * * 


Long Island Contractors’ 
First Outing 

The Long Island Master Elec- 
trical Contractors Association 
with headquarters at 4126—58th 
St., Woodside, Long Island, N. Y., 
held its first outing recently at 
Bellmore, L. I. The affair was a 
great success and proved well 
worth the effort expended. 

Athletic events were the feature 
of the day. The honors were 


quite evenly divided between the 


Some of the officers of the Long 
Island Master Electrical Contractors 


Association. i 
Left to right: Benj. Greenwald, chairman, 
board of governors; arold Story, secretary- 


treasurer ; J Barth, president; H. L. Zimmer- 
man, member board of governors and toast- 
master; and Eugene J. Zoldy, chairman enter- 
tainment committee. 





Electric Light Co., and the con- 
tractors. The contractors defeated 
the electric company in baseball 














with a close score of 4 to 3. Each | 
member of the winning team was | 
presented with a $2.50 gold piece. | 


The light company carried off the | 
The tug of war was | 


field events. 
won by the inspectors who were 
each awarded a $2.50 gold piece. 




















are real good-will builders for the Electrical Contrac- 
tor. They have several valuable features which com- 
bine beauty with adaptability and give better illumi- 
nation. 
Easy to Sell 
Easy to Wire 


For office and any industrial lighting problems where 
some ceiling reflected illumination is necessary. This 
Glass-Steel unit has become a favorite because its por- 
celain enameled steel reflector directs the light over a 
given area and the glass bow] diffuses the light into a 
soft, clear glow. 

Make a practice of selling the best unit there is for 
each specific lighting problem. The ABolite line of 


porcelain enameled Reflectors is complete and we 
want you to have our Catalog No. 180—Send for it 


today. The Reflector with the strong round beaded 
edge. 
The ABolite Reflector Co. 
2114 Terminal Tower, 
Cleveland, Ohio. 
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Powerizer Amplifier 
Panels for Every In- 
stallation Need 


Powerizer Amplifiers 
are in operation two 
seconds after the & 

switch makes contact W 


at your disposal . . 


we are offering. Get in 


Literature and 


Circuses 
Civie Centers 


for Kectrical Contractors 
who really KNOW radio 


 & is amazing the money that can be made by in- 
stalling sound systems. 

where. But you must know how to look for it and 
how to handle it after you get it in order to profit by 
the great opportunity of today. 


The business is every- 


Jn every territory 


Broadcasting Systems 
are required for... 


Amusement Dance Halls Riding Academies 
Parks Factories Sanitariums 

Aviation Fields Gymnasiums Skating Rinks 

Band Stands Hospitals Sporting Arenas 

Base Ball Parks Hotels Stadiums 

Camps Playgrounds Steamships 

Churches Public Parks Swimming Pools 


Race Tracks 
Railroad Depots Yacht Clubs 


Convention Halls Restaurants 





Many alert contractors have allied themselves with POWER- 
IZER, the amplifier of perfect tonal power. With it as the 
heart of a Sound System, better installations are made and the 
services of the contractor who made them are sought after. 
We want to talk brass tacks with contractors who can see the 
possibilities in Sound Installations. 
them and to protect them in their territories. 
amplifying and control mechanisms bearing our trade mark is 
. . if you aré ALIVE to the opportunity 


touch with us at once. 


Questionnaire on Request 


Service Agencies in Important Cities 
Radio Receptor Company, Inc. 


106 Seventh Ave., 


Licensed by Radio Corporation of America 
and Associated Companies 


OWERIZER 
SOUND SYSTEMS 


New York City 


We are ready to help 
A lifetime of 


A total of 75 prizes were awarded 
to winners of the athletic events 
and holders of lucky numbers. 


In the evening at dinner H. 


| Zimmerman acted as toastmaster 


and in his usual colorful manner, 
introduced the many prominent 


| speakers. 


* * * 


Conduit Ordinance for 
Oklahoma City 


Under the new wiring ordinance 


| for Oklahoma City which was 
| passed in January, and is now 


available in booklet form, all wir- 


| ing within the city limits is to be 





installed in metal conduit or metal 
moulding, except that wiring in 
old buildings may be installed in 
flexible metallic conduit. 

Other interesting features of the 
ordinance are as follows: Recep- 
tacles for electric irons are to be 
on separate circuits and be 
equipped with pilot lamps. When 
any receptacle for any purpose is 
wired and equipped in any kitch- 
en, rear porch, or refrigerator 
room or breakfast room, or with- 
in 10 ft. of a doorway leading 
into any such room, a receptacle 
for iron connection is to be in- 
stalled. 

All lighting fixtures in kitchens, 
and bath rooms are to be keyless 
and be controlled by _ wall 
switches. In clothes closets a 








REAL RED SEAL CO-OPERA- 
TION :—Ted C. Brown (left), manager 
of the Indianapolis Electric League, 
not only dreams Red Seal but gets out 


and does things for it. With Ted is 
W. L. Bridges, president of Bridges & 
Graves, realtors and builders. Mr. 
Bridges is 100 per cent for Red Seal 
and his acceptance of the idea is a 
great help to better wiring in Indian- 
apolis. 
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CSA device 


so advanced 
in Operating 
principle can 
not fail to win 
approval a» 


















To even the most discriminating 
buyer of electric devices, G-E motor- 
operated time switches have a 
logical appeal. 


Themotor-operation principle makes 
possible an outstanding device that 
is extremely simple and free from 
‘operating difficulties. In accuracy, 
in reliability, and in entirely auto- 
matic performance, this G-E product 
is in a class by itself. 


cieneiitilled 


: , : There are two ratings, one suitable 
rie pa x pore | for outdoor installation, and con- 
OT ok ~~ hicad} tactors are available for handling 
off au ae eematen 7 circuits of higher rating. 


Available through G-E distributors. A 
postal card or letter to your G-E distrib- 
utor or the nearest G-E office will bring 
full information. 





62146 


GENERAL ELECTRIC 


GENERAL ELECTRIC COMPANY, SCHENECTADY, N. Y., SALES OFFICES IN PRINCIPAL CITIES 


_— 
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Binds Itself thr y/ 


the Cable Insu- 


lation 


WILL NOT 
CRACK OR 
PULL AWAY 
IN VERY 
COLD 
WEATHER, 
OR FLOW 
TOO FREELY » 
IN HOT WEATHER 





. 





HIGH VOLTAGE 
INSULATING 
COMPOUNDS 


Composite materials for use on high-voltage lines in cable 
joints, potheads, terminal bells and transformers .. . and 
low-voltage compound intended for protection of telephone 
conductors, instrument parts and small coils. MINERALLAC 
COMPOUNDS meet every exacting requirement and are ap- 
proved by the largest public utility companies. High dielectric 
strength and insulating resistance between conductors and 
from conductors to ground, displace all moisture, air, gas and 
eliminate voids—remaining intact without change in volume. 
Electrical contractors everywhere have adopted Minerallac 
Insulating Compounds. Order your stock today from your 
jobber, or write us direct, giving us his name. 


Also manufacturers of cable and conduit 
hangers carrying the approval of the Under- 
writers’ Laboratories. Jiffy Clips for hanging 
pipe—Conduit and lead covered cable—Altman 
Desk and Table Pushes, round and rectangular 
in different styles and finishes. 


MINERALLAC FLECTRIC COMPANY 


25 No. Peoria St. 
CHICAGO, ILLINOIS 











| 


| 


| and overloading of circuits. 


WINS TUG-O’-WAR:—A.-V. Dore- 
mus, chief inspector of the Department 
of Water Supply, Gas & Electricity of 


Long Island City, snapped at the Bell- 
more outing of the Long Island Master 
Electrical Contractors’ Association. 
The inspectors, having a greater pull, 
won the tug-o’-war. 





ceiling fixture controlled by a wall 
switch or automatic door switch 


must be used. 


Garage circuits from the main 
building must be separately fused. 
All concealed wiring for door 
bells and other signal circuits shall 
be rubber covered and braided and 
not smaller than No. 18. 
* * * 
Improper Wiring Causes 
Huge Fire Loss 

The 1928 loss from fires caused 
by careless use of electricity and 
electrical appliances, according to 
the National Board of Fire Under- 
writers, was $15,450,697. Only 
4 per cent of the loss due to 
careless handling of electricity oc- 
cured in buildings properly wired 
according to the National Elec- 
trical Code. 

Of all fires caused by electrici- 
ty, 37 per cent result from care- 
less use of the electric flat-iron. 
Much of the remaining electrical 
losses result from improper wiring 




















Double Armored 


A new ‘‘DOUBLE ARMORED’’ 

Cable with ANTI-SHORT Bush- 

Eco ing—proof against grounds and 
Anti-Short shorts. 


which is split sleeve of 


red insulating fibre, 
tenatean dank eal aa aaa Conductors protected by ironed 


ane & ay on KRAFT ARMOR between 
resonate oul conductors and steel. 
and con- 


ductors. Steel Armor of STRONGEST 
construction insures maximum 
grounding continuity full length 
of Cable. / 


«# Armored Bushed Cable 
AB! =“Double Armored” Cabie 
“Anti-Sbort” 


C7 _</y\_(7uy\_(7s\_L — 


de a 


Eastern Tube & Tool Co., Inc. 
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USALLIE 


Genuine Bakelite 
Duplex Receptacle 


SAVES 5 to 10 cents per outlet 


Genuine Bakelite Throughout 
x ok * 


Polarized Blade Entrances 
a 


Simple to Install 
* * * 


Plaster Ears 
SS. i ae 


Extremely Shallow— 
Allowing Maximum Box Space 
g's 
Extra Splicing Screws 
Eliminating Necessity of Wire 
Connectors or Soldering, Twist- 


ing and Taping of Wires 


* * 





Cost to Contractors $15.00 per hundred 





new yorK- UNITED STATES ELECTRIC MANUFACTURING CORP. -cuicaco 


Manufacturers of 
Usalite Wiring Devices and the Famous Usalite Genuine Bakelite Outlet Plugs 














ACT NOW! Mail Coupon Today 


United States Electric Mfg. Corp., 
222-28 W. 14th St., 
New York, N. Y. 


Please send me at once, without obli- 
gation on my part, FREE Sample of 
the USALITE Genuine 
Duplex Receptacle. 


Bakelite 

















To Discuss Cheaper Wiring 

The topic of cheaper wiring 
from the standpoint of necessity 
and desirability is to be presented 
to the Northwestern Section of 
the International Association of 
Electrical Inspectors at their 
fourth annual meeting, September 
9, 10 and 11, at Vancouver Hotel, 
Vancouver, B. C., by Major H. S. 
Bennion, director of engineering 
of the National Electrical Light 
Association. The discussion on 
this paper is to be led by a former 
member of the Association of 
Electragists’ Executive Committee, 
C. H. E. Williams of Vancouver. 

Other topics of interest on the 
program are: -“Reinspection,” by 
Robert L. Laing, fire marshal of 
the City of Seattle; “Reasons for 
Grounding,” Dr. M. G. Lloyd, 
Bureau of Standards; “Armored 
Cables,” A. Penn Denton, N. E. 
M. A.; “The Dreamer,” by Wil- 
liam S. Boyd, secretary Western 
Section, I. A. E. I.; “The Uniform’ 
Ordinance,” by H. B. Kirkland, 
Society for Electrical Develop- 
ment. 

J. C. Forsyth, president of the 
International Association, will 
speak about the activities and 
progress of the parent association ; 
V. H. Tousley will tell about his 
work as electrical field engineer, 
and Dana Pierce, president of 
Underwriters’ Laboratories, will 
make an address. 








WIRING BIG DAYTON JOB:—The 
partners in the Robbins Electric Co., 
Indianapolis, Ind., during a little side- 
walk conference as one of them starts 
out to visit an important job. Left to 


right: Earl Robbins, secretary-treas- 
urer; Elmer J. Murphy, president; and 
J. W. Nash, estimator and engineer. 
This company goes out of town for 
many of their jobs. 

When this picture was taken they 
were working on the Lorretti Guild, a 
Catholic girls home in Dayton, Ohio. 
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Loosen the lock- 
nuts— 


s>) Push the bush- 
ings into the box 





Take out the 
KonbDU Box 


——==_========= 


“DID YOU EVER SEE 
ANY OTHER FITTING. 
THAT WILL DO THIS? 








“Neither did I! Konpu is the only fitting conduit, and slip the Konpu Box over the end. 
that can be taken out of the line separately, (2) Push the beaded bushings into place. (3) 
without disturbing any conduit.” Give the lock-nut three or four turns — and 


When you talk to electrical maintenance men, Konpu is in place to stay put. 


they tell you that the Konpu Threadless Fitting With Konou, the savings in labor often pay 
is in a class by itself for saving time on changes back the entire cost of the fittings several times 
in conduit lines — besides the savings made on over. 


new conduit installations. Drop us a line for the Konpu Catalog, show- 


And you can see at once why Konou takes far ing the complete line of threadless fittings. 


less time to install - 


ERIE MALLEABLE [RON COMPANY 


. . =P 510 West 12th Street 
The Simplest, Handiest Fitting Kondu Division ™ ew Erie, Pa. 
" Canadian Representative 
(1) Just slide a lock-nut over each end of the KONDU MANUFACTURING CO., LTD.. 


Preston, Ont. 
FIRST in THE FIELD CAN BE TAKEN 
OF OUT OF THE LINE 
THREADLESS FITTINGS— ANYWHERE 
AT ANYTIME 
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SPEED IS THIS COMPANY’S 
STRONG HOLD:—Besides playing 
the industrial wiring end extensively, 
the La France Electric Co., Toledo, O., 
has all the knowledge and equipment 
necessary to do a fine job on motor 
work of all kinds. They can take in a 
repair job at 5 P.M. and have the ma- 
chine working again when the whistle 
starts the next day’s activities. Left to 
right: Albert Eldridge; Tom Crahan; 
Ernst Hochstetter; Lloyd Heit, and 
F. E. La France, president. 





Many Exhibitors for 
National Exposition 
Radically different from any 
electrical show ever held in this 
country, the National Electrical 
Exposition in Grand Central Pal- 
ace, New York City, October 7 
to 12, has already signed ninety 
manufacturers of electrical equip- 
ment and is attracting wide at- 
tention from the industrial user 
and the domestic consumer of 

electrical current. 

Nothing but electrical equip- 
ment will be featured. This an- 
nouncement of policy comes from 
the Electrical Board of Trade of 
New York and the New York 
Electrical League, sponsors of the 
exposition, and the International 
Exposition Company, managing 
directors of the show. 

With this viewpoint in mind, it 
is anticipated by the management 
to bring together the greatest 
gathering of electricity-using in- 
dustries, jobbers, the distributing 
trade, contractors and the domes- 
ti¢ appliance buying public, ever 
attracted to a show of this kind. 

Separate hours will be reserved 
for industrial and trade visitors 
and the general public. From 10 
in the morning until 2 P.M. ad- 








WADSWORTH 


60 ampere range 








circuit cabinets 


Designed by an experienced elec- 
trical inspector and contractor 
who knows your problems. 


With or with- 
| out plug fuse 
distribution 
for flush and 
surface 
mounting 
dead front 
construction. 





CATALOG NO. 66F 
With Aluminized Trim 


Wadsworth Range Circuit Cabinets have all the dis- 
tinctive Wadsworth quality features. Cabinets are 
equipped with Easily Removable Dead Front and have 
ample wiring space. Cabinets have two Bar Hanger 
Supports with tapped holes to take screws thru angle 
piece on Cabinet—this method provides maximum work- 
ing space at top and bottom of Cabinet and simplifies 
mounting. The Trim has a durable Baked Aluminum 
Finish. 


Demand them and your 
Jobber will supply you. 


The WADSW Mro@ Inc. 
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The 
Chicago Daily 


News 



















The Chicago 
Daily News Selects 


WURDACK 


SWITCHBOARDS 


No service is more exacting in its demands upon 
the stamina and performance of a switchboard 
than that of a newspaper. The heavy loads, vary- 
ing demands and 24-hour duty, characteristic of 
newspaper plant service, demands switchboard 
equipment of unlimited stamina, ample capacity, 
correct design and sturdy, honest construction. 
It is significant then, that the three largest evening new- 
papers in the Central West, the Kansas City Star, the St. 
Louis Post-Dispatch and the Chicago Daily News, whose 


recently completed plant is illustrated above, all selected 
Wurdack products for their current control equipment. 


4444 CLAYTON AVE., ST. LOUIS, MO. 





mission will be restricted ‘exclu- 
sively to the trade, to industrial 
and commercial users. 


* *«* * 


New Flexible Cord 
Standard 


Underwriters’ Laboratories has 
printed a standard for heat-resist- 
ing fixture wire and flexible cord, 
i. e., those cords having asbestos 
or other fibrous insulation. Rub- 
ber covered cords are dealt with 
in another standard. 


The two products covered in 
the new specifications are of prac- 
tically the same construction, fix- 
ture wire differing from flexible 
cord only in that the former is a 
single conductor product while the 
latter is of multiple conductor 
type. 

Under the new 1929 Code which 
will be available shortly, heat-re- 
sisting flexible cord can be used 
only in dry places and even then 
only for pendant applications. 


ok * 


To Set Up Cord Set 
Standards 


A special industry conference 
to consider the formulation of 
standards for better cord sets as 
well as plugs and flatiron cords 








LARGE INDUSTRIAL HIS SPE- 
CIALTY:—R. H. Winters & Son, To- 
ledo, O., is especially well equipped for 
major industrial and commercial in- 
stallations. The head of the company 
is seen here with his bulldog, Lady, 
who doesn’t care whether wire goes 
up or down. 
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Wagner 
Weve liogse pikes 
Motors 





Whatever you require ... Wagner can recommend 
without prejudice the right motor for a job. 


Literature on Request 


WAGNER ELECTRIC CORPORATION 
6400 Plymouth Avenue, St. Louis, U.S. A. 


Wagner Sales Offices & Service Stations in 25 Principal Cities 


Products: FANS... . . Desk, Wall and Ceiling 
TRANSFORMERS ... Power, Distribution and Instrument 
MOTORS . . . Single-phase, Polyphase and Direct Current 
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To facilitate the general use of Wagner Motors on 
the farm, a portable mounting has been devised 
...+ just another evidence of Wagner desire to 
build motors that meet all service requirements. 
The importance of applying the right motor to 
the job is the reason why Wagner builds every 
commercial type of alternating-current motor. 


es ee” Fare bs ae : Bet Se a 
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61-7631-1! 
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i nscec tip Cohourt 


Approved 
by the 
Underwriters’ 
Laboratories 





then---the stamp 
of approval 


Although “GALVADUCT™” is closely inspected 
after each operation as it gradually takes its fin- 
ished form—a final inspection must be passed 
by each length. Threads, enamel, and galva- 
nizing must all meet the strict requirements 
before the Underwriters’ Label is attached. 


Garland Mfg. Co. 


Pittsburgh, Penna. 


de 
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GUT LITE 


lighting 
equipment 
for 30 years 
has set a stand- 
ard for high lighting 
efficiency, low cost of 
installation and low oper- 


ating cost. GUTH-LITE 











scores high on these 3 points. 


She DWIN FE. GQwTt COM PANY 





2615 Washington Ave., St. Louis, Mo. 


Final Inspection 








CO-OPERATES CLOSELY WITH 
CONTRACTORS :—E. C. Hunter who 
is managing secretary of the Rockford 
Electric League, Rockford, Ill, is very 
proud of having seventeen contractors 
in the league with more coming. Hun- 
ter always knows where to find the 
Rockford contractors and gets a real 
welcome no matter how often he calls. 





| will be appointed by the Under- 





writers’ Laboratories, it was 
agreed on July 25 at an informal 
meeting of manufacturers and 
representatives of the Labora- 


| tories. 


The problem of substandard 


-cords and cord sets has been get- 


ting worse and worse until those 


| most vitally interested felt it nec- 


essary to establish a _ standard. 
This is not expected to automati- 
cally correct the evil but it is ex- 
pected to secure the approval of 
the industry and thereby go a 
long way towards bringing about 


relief. 
* * * 


A New Armored Cable 
Standard 


A meeting on August 9 of in- 
terested manufacturers of armored 
cable with representatives of Un- 
derwriters’ Laboratories produced 
a unanimous agreement relative to 
a new tentative Standard for Ar- 
mored Cables and Cords. The 
provisions of this Standard are to 
be applied to all new products 
submitted for labeling after Oc- 
tober 1. 

More than three years ago the 
industry requested Underwriters’ 
Laboratories to undertake a re- 
search to determine the adequacy 


| of armored cable for the service 
| for which it is recognized by the 


National Electrical Code. A de- 
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Aiport Lighting 
new tield. 


AIRPORT Lighting provides a fertile, 
profitable field for Electrical Contractors. 
Diamond E engineers after intensive study, 
research and experience are in a position 
to fuPnish the best possible eiectrical 
service-advice to contractors interested in 
this latest development. - Diamond E mag- 
netic switches, Switchboards, Panels, 
Wiring Gutter and other high quality 
products are especially adaptable to Air- 
port Lighting installations. A notable 
example is the Municipal Airport at 
Oakland, California, where Diamond E 
products were used extensively. - 
Definite information and specifications 
on “Diamond E equipment suitable for 
any proposed Airport Lighting job will 
be furnished upon request. ro 
FACTORIES 


? a. =A= rp ft FACTORIES 
Los Angeles, Calif. | 1D) Lee. ~ Milwaukee, Wis. 
1318-1362 E. 16th St. 4 y 


1S) NY 926 Juneau Ave. 
i a . 4 
Houston, Texas 


Com PA NY | NC. San Francisco, Calif. 
1517 Fannin St. : ‘ 1264 Folsom St. 

; . ; Associated Manufacturers ea 
Distributing Offices U ss I “ Mf C Distributing Offices 
Portland, Oregon ray F ’ 1c e rt) Salt Lake City, Utah 
218 Commonwealth Bldg. — ectr i 3 8 f t 228 South West Temple St. 
Seattle, Washington Milwaukee, Wisconsin Denver, Colorado 
617 Fourth Ave. Sales Offices and Stock 130 West 14th Ave. 


Cleveland, Indianapolis, Detroit, Buffalo, Baltimore, New York, Philadelphia, Boston, Toronto, 
Montreal, St. Louis, Toledo, Grand Rapids, Chicago, Cincinnati, Pittsburgh, New Orleans, Birmingham 


Eastern Representatives with sales offices and stocks in all principal Eastern Cities 
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OHIO 
BRUSH 
KITS... 


for SERVICE 
and PROFIT 


Here’s the OHIO family of Kits: 


No. 1—for Fractional Horse-Power 
Motors—such as in electric fans, 
vacuum cleaners, washing machines, 
drills, buffers, etc., 300 brushes— 
every one with a turned neck—120 


springs. Price $10.00 
No. 10—especially for vacuum 
cleaners. This Kit contains 134 
brushes, 60 springs, and 25 wicks 


to accommodate 150 makes of 
vacuum cleaners. Complete chart 
for easy reference with each Kit. 

Price $10.00 


No. 30—For Repulsion Induction 
Motors. This Kit contains neces- 
sary brushes (84 brushes) for hun- 
dreds of different types of Repul- 
sion Induction Motors—such as 
Wagner, Century, G.E. type of 
S.A. Motors. Price $14.95 


No. 35—for Single Phase Motors. 
132 brushes in this Kit for over 
300 types of Single Phase Motors 
such as Wagner, Century, G.E., 
Peerless and Westinghouse motors. 

Price $25.00 


Spring Assortment. 420 

Bronze Springs (14 
sizes) for brushes on fractional 
horse power motors, fans, electric 
cleaners, sewing machines, wash 
machines, etc. Price $10.00 


No. 61- 
Phosphor 


Send for these Kits—they are an 
immediate source of brush supply. 


THE OHIO CARBON °°. 


West of the Rockies: 
1066 Howard St., San Francisco, Calif. 

















12508 Berea Rd., Cleveland, Ohio, U.S.A 














tailed report of the results of this 
research, including various recom- 
mendations, has been under con- 
sideration for some months. The 
recent action endorsing a new 
standard will make these recom- 
mendations effective. 

One major improvement will be 
a control of the resistance of the 
armor to values consistent with 
proper fusing for the conductors 
involved. Thereby, . overheating 
will be avoided unless currents 
not appropriate for the material 
are imposed upon the armor. 

Change in voltage tests, in 
minimum requirements for weight, 
dimensions and convolutions are 
likewise recorded in the new 
Standard, as is also a statement 
of the principles of fibrous en- 


closing coverings for the conductor | 


assemblies. 
Materials labeled in good faith 


|under existing procedures prior to 


October 1 should be considered 
standard as should materials sat- 
isfying the new text found in- 
stalled at a prior date. 


i oe 


Lack of Capital Causes 
Failures 
A nationally known commercial 
credit rating firm reports that 
lack of capital accounted for 35.8 


per cent of business failures in 
|1928 and incompetence over $1.4 
|per cent. This situation is true 


| ness. 
| the 


mestic Commerce, follow: 
Per Cent | 

te GE GAO... . 5.000 35.8 
Incompetence ............ 31.4 
Specific conditions ....... 7.7 
. eee eee es 1.8 
Competstiog@ «oi. ceceis. 3.6 
PUD, ua osedniocac sd scene 2.7 
Unwise credits .......... 1.3 
Failure of others ........ 1.3 
CE cect nediies devb ae ka 0.8 
ee 0.4 
a Pee 0.2 








of the electrical contracting busi- 
The figures, as given by 


Bureau of Foreign and Do- 


Reno Wants Inspector 
The 
Reno, 


electrical 
Nev., have petitioned the 
city council to appoint a city elec- 
trical inspector. At present there 


‘is no one person assigned to this 


work, the duties being taken care 
of by the city clerk’s office. 





contractors of 





BY Le 


Theft-proof 


STEEL LOCKER 





*25” 


Made of 14 gauge galvanized steel— 
48” long, 18” wide and 24” deep. 


Every Contractor and 
Wireman needs this 


TOOL | BOX 


MATERIAL 
HOLDER 


Extra sturdy construction. with 
corner irons that give additional 
strength. Note the lock arrange- 
ment, which gives you maximum 
protection. Angle iron full 
length of box permits tray to be 
moved in either direction with- 
out removal to get at materi- 
al stored in bottom of box. 
Four compartment _ tray 
holds any number of small 
fittings. Heavy chain holds 
cover in place when lid 
is open. We. stencil 
your name on the box 
free. Order today 
from your jobber, 
or write us direct 
giving us his 
name. 


ELECTRIC 
APPARATUS CO. 


Mfg. Switch and Panel Board Steel Cabinets 
702-706 N. HALSTED ST. 
CHICAGO 
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A Rainbow owes its beauty 
to harmonious shadings of light. 
Inland units are shades of beauty 
that soften otherwise sharp, 
glaring, unattractive white lights. 
Every electric light bulb in the 
home, office or store should be 
shaded. It means greater light- 
ing efficiency and added attrac- 
tiveness. 








Some of Inland’s recent crea- 
tions shown on this page are 
the Modernaire for the high 
class shop or store, the Peacock 
Lantern Ball for the entrance 
hall or porch, the Tillsonian 
Unit for the office, the Kitchen 
and Bathroom Unit and the 
Open Bottom Shade for the 
bedroom or hall. 




















Inland ss Works.Inc. 


6101 Dest 65t St. Chicago 
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A Good Switch for “Ornery 
as well as Ordinary Jobs 


HIS ADAPTi FITTING is handy on any 
job—but especially on those real ‘‘ornery”’ 
switch jobs you sometimes get. 


IT FITS UP TAKES ALL 
CLOSELY REGULAR 
Being narrower SWITCHES 


than the regular 
solid type gang- 
switch, it makes a 
more compact in- 
stallation job espe- 
ciallyif there’s none 
too much room. 


Takes any toggle, 
regular or push- 
button switch, or 
two-pin receptacles; 
and can be supplied 
complete with any 
of them. 





Ask for Bulletin 


Type 8510 
Base only 


The Co. 


2996 East 72nd St., Cleveland, Ohio 


NEW YORK CITY—A. Stone, 112 East 23rd Street 
PHILADELPHIA—Craven Elec. Sales Co., 30 Bank Street 
BOSTON, MASS.—E. R. Bryant, 241 “A”’ Street 





Type 8514 
Cover only 


CAN BE MADE 
WATERPROOF 


For water, vapor, 
as or dust it can be 
urnished with one 

regular 8514 cover, 

as shown and with 
water-proof gasket. 

Switch leverspindle 

already is packed 

weatherproof. 





Type 8520 
Switch lever spin- 


le is bushed. 
Adding 8514 gas- 
ket makes entire 
switch water- 
proof. 


























THIS MONTH 











ees 


OFFERS SPECIAL OPPORTUNITIES 





This month theatre managers prepare to attract winter crowds. 


advertising is now urging them to floodlight the fronts of 
Many of them will do so. 


Our 
their houses. 


Are you going after their business? 


Right now our advertising in school papers is showing how a floodlighted 


athletic field will make a winning football team. 


Orders worth several 


thousand dollars will come to the hustling contractors who call on coaches 


this month. 


If you need help in figuring the jobs, call on our nearest representative. 


His name is in the classified phone book of any of these cities. 


Or write us. 


Belson Manufacturing Co. 


804 Sibley St. 


Atlanta, Ga. Kansas City, Mo. 
Buffalo, N. Y. Los Angeles, Cal. 
Delaware, O. Miami, Fla. 

Ft. Worth, Tex. Minneapolis, Minn. 
Gary, Ind. New Orleans, La. 
Houston, Tex. Omaha, Neb. 
Indianapolis, Ind. Pittsburgh, Pa. 
Philadelphia, Pa. 


Chicago, IIl. 


Richmond, Va. 

St. Leuis, Mo. 

San Antonio, Tex. 
San Francisco, Cal. 
Seattle, Wash. 
Tampa, Fla. 

Tulsa, Okla, 











Topeka Ordinance 
Re-enacted 


The old wiring ordinance of 
Topeka, Kans., was re-enacted on 
August 13 with provisions for the 
payment of $200.00 for an electri- 
cal contractor’s license and $5.00 
annual renewal, and $2.00 for.a 
supervising electrician’s license 
and $1.00 annual renewal, instead 
of a bond. 


The ordinance provides for ex- 
amination of journeymen and also 
for the inspection of appliances, 
fixtures and other electrical ma- 
terial offered for sale, the latter 
without fees. 

Metallic conduit and _ metal 
molding only are permitted with- 
in the fire zones and in buildings 
occupied by more than two fami- 
lies and in churches, hospitals, 
schools, hotels, theatres, livery 
stables, public buildings and fac- 
tories outside of the fire limits. 


* * * 


Uniform Ordinance for 
Bridgeport 


Bridgeport, Conn., is consider- 
ing the adoption of a new ordi- 
nance to include a licensing pro- 
vision and the adoption of the 
National Electrical Code by the 
inclusion of Section 7 of the Uni- 
form Ordinance. John H. Tague 
is the chief electrical inspector. 








BUDDING ENGINEER:—Although 
only 18 years old, Donald Crist, Over- 
meyer-Thatcher Co., Toledo, O., elec- 
tragists, makes all the wiring layouts 


for his firm. When he is not drafting 
he goes out on the job and does wir- 
ing, thus combining practice with 
theory. 
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Connector 










me Acid 
© Torch 
Wire Joints Made in 20 Seconds A 
o Rubber Ta 
pe 


No Solder 
BAKELITE _ No Friction Tape 


No Loose Contacts 
















1. Ins 
, ert wires, cli 
ends tighte yo 
. nm screw. 
2. To com 
1 ' 
over the poten eae. 
e cap. 


Use th 
e Coupon jor Sample and Catal 
alog 


TBER 
ATTAN MANUFACTORING Co 


New Haven, Conn. 









Rittenhouse toy tra rs contro 

age variations a switch, thus eliminating 

the change of binding post con nections an 
making the operation of electrical toys very 

‘simple. 

The Rittenhouse line of toy 

your field ompletely cover 

our 











wit 











Genesee, 
watts; Ni ager® 












Junior 
y Transformer 
ne in toy trans- 
has 4 variable 
voltage of from 2 
Pe ermanent volt- 


Niagara TO 
Is the suprem 
. formers. t 
Niagara secondary 

to 30 volts. 




























stations, Si&- 










junior TOY Transformer age for lights, 
50 «6watts capacity with @ nals, etc 6 to 14. Capac- 
secondary yoltage of 5 to 15. ity “150 watts. CLIFD 
ss RITTENHOUSE CO-i.5e UCT nd 
Honeoye Falls, N. Y- none le-wall 
metallic LIFTUBE 
nonele-wall 
n-metallic 







General Sales Agents 


HATHEWAy & COM PAN 


225 V. 

ines arick Street, N 

CO The Recon Me aoe Gatuivetion<die — —_ 

UA. E. Rittenh — Pree Con 

AER amy 7 "7 Clifton rome 

ie ap mae onduit Co. 

we infor- s, 
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“Ie has a grip like its namesake” 














Biill Dai 


REGISTERED 


Split Knobs 


"Tues are 


the safe, approved 
knobs for all types of 
residence wiring. They 
mean better jobs at no 
added cost. Bull Dog 
Split Knobs, together 
with Illinois Porcelain 
Tubes, Cleats and 
Solid Knobs form a 
complete line of stand- 
ard porcelain. 


Sold Through Wholesalers 


Illinois Electric Porcelain Co. 
Macomb, Illinois 








BUILDS POWER LINE FOR VAN 
SWERINGEN PROJECT:-—J. A. 
Overmeyer, of the Overmeyer-Thatch- 
er Co., Toledo, O., standing by the last 
pole of the 6600-volt line erected by his 


firm to furnish current for all light 
and power on the big dredging job for 
a new set of docks. 





Identified Wire in 
Armored Cable 


In the July issue of ELEcTRICAL 
CONTRACTING, Lloyd Robinson, 
manager of the Youngstown Elec- 
tragists, asked why it was not pos- 
sible to secure approved armored 
cable without a white wire. This 
subject has received considerable at- 
tention on the part of manufac- 
turers and Laboratories’ representa- 
tives. The difficulties encountered 
were well set forth in the May 
News Bulletin of the International 
Association of Electrical Inspectors 
from which the following is quoted: 


The Code rules prohibiting a white 
wire to form any part of a single pole 
switch loop, and the fact that the Un- 
derwriters’ Laboratories’ Standard pro- 
hibits the manufacture of any Armored 
Cable or Non-Metallic Sheathed Ca- 
ble which does not contain at least 
one white wire, make it difficult in 
some cases to use such cables in house 
wiring because of the necessity of so 
planning and arranging the wiring that 
the white wire shall not appear in the 
switch leg or in runners between three- 
way switches. 


The 1928 Code suggests ways in 
which this difficulty may be overcome 
—see fine print notes following rule 
500-h; briefly, that the white wire may 
be rendered “unidentified” by painting 
it black or by other effective means, 
such as perhaps covering it where ex- 





posed in outlet boxes with friction 














The 
Most Complete Line of 
Drum Controllers 
in the World 


HERCULES 
Drum Fingers 


The Union HERCULES drum 
finger is the result of over 
twelve years’ experience in the 
designing and manufacturing of 
drum controllers and drum fin- 
gers, and represents the very 
latest in design. Every desirable 
feature is obtained in this finger 
construction. 





A view showing the simplicity 
of removing the contact pres- 
sure spring for inspection of 


the contact tips. No tools are 
required for this operation. 


Base Support. Stamped steel. Two 
parts—a rigid supporting base and a 
movable base member. The latter is 
hinged and gives the finger its move- 
ment to prevent stubbing. 


Base Mounting. Double rod mount- 
ing. Mica insulated. Indestructible. 


Stamped steel. Forged 


Finger Bar. 
Contact bar 


copper tip—renewable. 
is also renewable. 


Tension Spring. Oil tempered 
coiled wire, formed to fit around the 
finger bar attachment screws. Readily 
removable. Two-prong tension. Ten- 
sion spring carries no current. 


Pig Tail. 
cuit from finger tip to lug. 
corrosive. 


Adjustment. Provided by a screw 
which takes up the wear on finger 
tip. Lock spring holds adjusting screw 
in position. 


Laminated. Complete cir- 
Non- 


Wire Connections. Each finger is 
provided with a solder lug. Perfect 
contact between wire connector and 
segment, assuring a low contact re- 
sistance. 


For complete details see our 
Publication 500 


UNION ELECTRIC MFG. CO. 
10th and Juneau, Milwaukee, Wis. 


Manufacturers of 


Electric Motor Control Apparatus 


Also Associated Manufacturer with, 
and Eastern Distributor for 


DIAMOND <> ELECTRICAL MFG. CO. 
Los Angeles, Cal. 


' Magnetic Motor Control Apparatus 
22 
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REFLECTOR 


AND LAMP 


MANUFACTURERS STANDARD 





it 


WHEELER 








RLM—a symbol of the most efficient and _ ies. It identifies a reflector perfect in con- 
modern design in reflectors for general tour, dimension, finish and performance— 
illumination! The RLM label is the sign of and serves as the surest guide to tested 
compliance with rigidg quality in industrial light- 
specifications set up by <.. = a ing equipment. Upon re- 
the Reflector and Lamp | ‘ane | . 


Manufacturers—and ap- 


quest, Wheeler engi- 
pears only on their prod- will gladly provide light- 


ucts which have been§ ing recommendations 





approved by the Elec- and complete informa- 


Above is shown a typical installation of Wheeler 


trical Testing |_aborator- RLM Reflectors. Note the even distribution of light. tion on RLM Reflectors. 


WHEELER REFLECTOR CO, BOSTON, MASS. 


NEW YORK ATLANTA CLEVELAND 


Sales Offices: St. Louis, Indianapolis, Los Angeles, San Francisco, Seattle; In Canada: Canadian General Electric Co., Ltd. 
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Pst 


BURGH 


TANDARD 








GALVANIZED CONDUIT 





enhanced 


by a good line—an enameled 


line. Without 


an expert will cast an enameled 
line 100 feet out over the 
water. He will pay up to $7.50 
for a single line—if it is a good 


ename'ed line. 


The enamel protects the 


line, saves it 


ation. The enamel gives a sur- 
face that will whiz through the 
ferrules for the 100-foot cast. 


With Pittsburgh Standard, 





HE lure of rod and reel are 






Enamel Coating 
Makes Fishing Easy 


wires slip through the Conduit 
like an enameled line through 
the ferrules on a fishing pole. 
The inside coating of all Pitts- 
burgh Standard Conduit is a 
Special Black Enamel (pure 
Linseed Oil and Gilsonite) 
baked on. 

This Special Enamel is made 
in our own laboratories; it is 
not obtainable on any other 
Conduit. That’s why you find 
inside Pittsburgh Standard the 
skiddiest surface ever put into 
aCenduit. It makes wire fish- 
ing easy. Try it on your next 
job. 


a hundred fold 


bait or weight 


from deterior- 
















NAMELED M 


TTZTBUROGOH, PA. 


ETALS CO //| 




















Apartment House telephone requirements are par- 
ticularly severe and apartment house janitors are not 
To give continuous satisfactory | 
service apartment telephones must be solidly built and | 


telephone experts. 





Apartment House 





SIGNAL SYSTEMS 


ESTABLISHED 1875 





Telephones 


must have real transmitters and receivers. 


Holtzer-Cabot telephones for Apartment House | 
use are of the same high quality that has made the 
name of Holtzer-Cabot for over fifty years the hall- | 
mark of quality in the manufacture of electrical 


apparatus. 


Our new bulletin 148 Sec. C. is just off the press 
with full information and prices, we will be glad to 


send you your copy on request. 


B 


oston 


The Holtzer-Cabot Electric Co. 
Chicago 

















tape, or by using a three-wire cable 
and cutting off the white wire close to 
the armor at each end, thus rendering 
it dead, and leaving a black and a red 
wire for use in the switch loop, or by 
so routing the runs that the hot wires 
of the circuit are taken first to the 
switch box, where the single pole 
switch can be cut in readily in the 
black wire, instead of running the hot 
wires first to the ceiling or bracket 
outlet and then looping them back to 
the switch. 

However, all of these methods in- 
volve more or less thought and labor, 
and in some cases require more foot- 
age of cable than if the wireman were 
free to use cable as it suited his con- 
venience. 

Other common instances where ca- 
bles containing a white wire (or two 
white wires) cannot be used without 
conflict with the Code are in the wir- 
ing of two-phase and_ three-phase 
circuits, where no wire is grounded, 
and for two-wire motors and appli- 
ances at 220 volts if supplied from the 
outer wires of the three-wire single 
phase or three-wire 110-220 d. c. cir- 
cuit since these wires, not being di- 
rectly connected to the ground, shall 
not be white. 

This puts Armored Cables and Non- 
Metallic Sheathed Cables in a disad- 
vantageous position when compared 
with knob and tube wiring, conduit 
wiring, and raceways in all of which 
systems the wireman may install black 
or colored wires to suit his conven- 
ience and the necessities of the spe- 
cific case, and has resulted in frequent 
requests from contractors and engi- 
neers to manufacturers to _ furnish 
Armored Cables containing only black 
or colored wires, omitting white ones. 

Under present conditions, this can- 
not be done since such cables would 
not be approved by the Underwriters’ 


Laboratories and the manufacturer 
| would not be permitted to attach Un- 
derwriters’ Labels, and if furnished 


without Underwriters’ Labels, the field 
electrical inspector would be in duty 
bound to not approve them on the job. 
Therefore, it follows that if such 
cables omitting the white wire are to 








INDUSTRIAL 
WORK:—George May, Rockford, IIL, 


SPECIALIZES IN 
electragist should be proud of his 
business and his equipment and his 
men. Mr. May is on the left with 
some of his boys who have just come 
in after a day’s work. The May Elec- 
tric Co. does a large amount of indus- 
trial wiring around Rockford. 
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“HooKeX” Plug and Receptacle 


for 







Complete Device 


Cover, Hook and 
No. KX-3744 


Receptacle Only 
No. KX-3745 


Fic. 1 


No. KX-3746 





BT pewngel is simple to install. The recep- 
tacle fits into a standard octagon 4” out- 
let box. The cover is a part of the device and 
covers the outlet box. Wiring connections are 
made to binding screw terminals. The plug is 
attached to the wires of the ceiling fixture by 
the same method. 

Electrical connection is made by “‘plugging 
in,’ the sturdy hook coming through the slot 
provided in the plug. The ceiling unit is then 
supported by any of the methods illustrated on 
the right in Figures 2, 3, 4 and 5. 









_. Receptacle, 
with plug ‘‘plugged 
in,”’ icealtea in a standard 
4-inch octagon outlet box. 
The outlet box is shown cut 
away. 


Fic. 6 





Plug or Cap Only 


Ceilin g Lightin g Fixtures 











Fic. 2. Similar to Figure 1 
except with close to 
ceiling holder. 


Fic. 3. Chain suspension 
type of fixture connected 
with HooKeX plug and 
Receptacle. 












Fic. 4. Chain suspension 
fixture with canopy. 
The plug is passed 
over the hook, and 
inserted in the recep- 
tacle, the top loop of 
the suspension is then 
hung on the hook 
and the connection is 
complete. The canopy 
can then be fastened 
against the ceiling as 
usual. 


J» 


ail 
z SS} 


re em 





Fic. 5. Ornamental ceiling fixture type—show- 
ing methods of connection and suspension. 
The threaded eye, fitting over the hook, re- 
ceives the ornamental nut to fasten the fixture 
against the ceiling. 





THE BRYANT ELECTRIC COMPANY 
BRIDGEPORT, CONN., U. S. A. 


NEW YORK PHILADELPHIA 


Manufacturers of Superior Wiring Devices Since 1888 - 


CHICAGO SAN FRANCISCO 
Manufacturers of HEMCO Products 











116 








ELECTRICAL CONTRACTING 




















Send for our 
Bulletin 527 
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Be ee eee eT eT Meee euelmiiiuneniiniieiii en iin 


Trester 
Air Cooled 


Transformers 


RE 


form to the New Code. 


For 
LIGHTING 
SYSTEMS and other 
INDUSTRIAL USES 


PLACE condemned balancing 
coils with transformers that con- 
They are 


safe, economical and efficient in oper- 
ation. 


Con 
550 


A fi 


nect lighting load to 220, 440 or 
volt power mains. 


eld for business during the slack 


months. 


Representatives desired in principal cities and Industrial centers. 


TRESTER SERVICE ELECTRIC CO. 
49 E. Wells St., Milwaukee, Wis. 
“Trester Service Since 1908” 
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Still the last word 
to-morrow— 


Changes in the electrical industry are 


so rapid that today’s work has to be 


done with an eye on to-morrow—and that’s 
what alert electrical contractors do. 
plains their success. 


It ex- 


For them, the National Electrical Exposi- 


tion at Grand Central Palace, New York, 
will present a picture of progress to help 
them make the work they do today still the 
last word to-morrow. 


Here exhibited under one roof will be 


found all that’s newest and best in equip- 
ment, machinery, appliances, devices, tools, 
instruments, materials, supplies and acces- 
sories for the generation, transmission, dis- 
tribution, measurement, control and appli- 
cation of electricity. 


To be sure that you are overlooking 


Auspices of 
New York Electrical League 
New York Electrical Board of Trade 


October 7 to 12, 1929 


Management of 


in the World 


nothing that could improve your work, your 
reputation and your profits—come! 


NATIONAL ELECTRICAL EXPOSITION 


Grand Central Palace, New York 


INTERNATIONAL EXPOSITION CO. 
Largest Industrial Exposition Organization 


@3747 








be manufactured in the future, changes 
will have to be made in the Under- 
writers’ Laboratories’ Standards, the 
National Electrical Code, and the va- 
rious Municipal, State, and other Codes 
which now call for the standardized 
construction containing the white iden- 
tified wire. - 

It would seem to be a very simple 
matter to accomplish these changes, 
but there is a serious doubt that the 
game would be worth the candle, be- 
cause many complications will arise 
perhaps just as undesirable and maybe 
more costly in the long run. 

Let us study for a moment what 
would have to be done by the manu- 
facturer, and how it would affect other 
electrical interests; first, the electrical 
jobber, then the electrical contractor, 
and finally, the electrical inspector. 

The manufacturer would have to 
make and carry extra stocks of twin, 
triple and four-conductor cables in all 
sizes of conductors, those containing 
a standardized white wire, and those 
containing various combinations of 
white and colored wires. A reasonable 
consideration of these _ possibilities 
shows that there would be, in place 
of the three present standard combi- 
nations, at least seven combinations 
for each size of wire, and, considering 
only the sizes of wire permitted by 
the Code for non-metallic sheathed 
cable, there would be 42 combinations 
of wire instead of the present 18. 

Before the armor is placed, these 
twisted cables are covered with an 
outer cotton braid or an outer kraft 
fiber wrapping. These would have to 
be “stocked” in different places on the 
factory floors, and very carefully han- 
dled, otherwise, mistakes would con- 
stantly occur, since, after the outer 
wrappings are on, it would be impos- 
sible to tell by outward appearance 
one kind from another, which would 
also be true after the armor was ap- 
plied, and the extra cost would natural- 
ly increase the selling price. 

Manufacturing costs are always in- 
creased when more and more varieties 
of anything have to be made, and since 
there would be no increase in the to- 
tal output, there would simply be less 








ae 


MOVES TO NEW HOME:—When 
H. C. Scannell, of the Scannell Electric 
Construction Co., Toledo, O., returns 
from Europe he will find his company 


housed in this modern structure at 
1943 Canton Street, four blocks from 
the old place, which was at 1609. 
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Remote Control Application to Lighting Circuits 


oF” 
which controls 
the individual circuits 









































Bloomfield Open 
Hunt Club 
riding arena 
Bloomfield Hills 
Mich. 
































These illustrations represent an interesting use of 
“Diamond H” Remote Control Switches in the exclu- 
sive Bloomfield Open Hunt Club at Bloomfield Hills, 
Michigan. The building pictured above is devoted to 
riding, and covers a very large area. 


The lighting of this large area is controlled by Type 
“F” Remote Control Switches. Momentary Contact 
Switches are conveniently placed to operate the indi- 
vidual circuits. 


In addition, all of the circuits are hooked up with two 
Type “H” Multi Circuit Switches shown at the right. 
These switches are operated by two Master Momen- 
tary Contact Switches, so that all of the circuits can 
be turned on or off instantly. 


Engineering firms thruout the country have worked 
out interesting methods of control of many lighting 
circuits thru the use of “Diamond H” Remote Con- 
trol Switches. 


We have switches that cover every form of lighting 
control. America’s finest buildings are “Diamond H” 
controlled with lower wiring costs, economy in the 
use of current and convenience in operating circuits. 


Our engineers are ready to help you with any prob- 
lem of light control. 


Architects: O’Dell & Diehl, Detroit, Mich. 
Engineers: Sternfels & Brown, Detroit, Mich. 
Elec. 


Contr.: Reeves Elec. Co., Pontiac, Mich. 














Two Type “H” Multi Circuit 


THE HART MANUFACTURING CO. a 


HARTFORD, CONN. 
Boston New YorK PHILADELPHIA 
MINNEAPOLIS SAN FRANCISCO 





DETROIT CHICAGO 
TORONTO 
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FRETZ-MOON TUBE CoO., Butler, Pa. 





It is easy to get the right 


conduit—just ask for and 
insist on FRETZ-MOON! 





RIGID 





CONDUIT 























rim son Ecmc Co 
ANNUNCIATORS 


The Ansonia line of Annunciators of- 
fers a variety to fit every conceivable 
demand. For houses, hotels, offices, 
elevators, etc. They offer mechanical 
and electrical perfection which only can 
be obtained by years of specialized man- 


ufacturing experience. These may be 





obtained through any electrical jobber. 


No. 303 


Write for 64-page catalog E 
which illustrates annunciators 
and our complete line of other 


electrical house goods. 


THEANSONIA ELECTRICALCO, 
ANSONIA. CONN. 
ANNUNCIATORS — BELLS — BUZZERS — PUSH BUTTONS 


ELECTRICAL HOUSE GOODS 




















of each kind of cables made, therefore, 
each would cost more than a large run 
of one or the other type alone. 

The jobber would have even more 
difficulty than the manufacturer in car- 
rying and identifying double stocks 
and mistakes in shipments would be 
greatly increased, to say nothing of the 
increased cost of business due to du- 
plicating stocks and doubling the num- 
ber of items to be accounted for and 
billed. 

When it comes to the contractor, he 
also would likely be continually in hot 
water because of accidentally using a 
cable with black or colored wires 
where one with an identified white 
wire should be used, or vice versa. 
He would have to order and take care 
of not more cable, but more kinds of 
cable, all the way from making up his 
bill of material to final inspection, and 
would probably find that it was costing 
him more on this account than under 
present conditions where a_ little 
thought and carefulness in planning 
would get him around what slight dif- 
ficulties there are. 

Finally, the inspector would be more 
or less affected, because he would have 
to be more than ordinarily careful in 
his inspections to see that the proper 
selection from two types of cables had 
been made by the contractor, whereas 
now he has to think of but one, and 
mistakes are only likely to occur in 
connection with single pole and three- 
way switches, whereas with two types 
of cable on the job, the one with iden- 
tified wires in it might accidentally be 
instailed anywhere on the job, thus 
defeating the system of identification 
now in vogue with its many advan- 
tages. 

Summing the whole matter up, it 
would appear that the cure would be 
worse than the disease. 


A. K. Baylor 


Armistead K. Baylor, 61, Gen- 
eral Electric commercial engineer 
and veteran of the electrical in- 
dustry, died suddenly early on the 
morning of August 1 at Ipswich, 
Mass. In 1891 Mr. Baylor went 


| with the Thomson-Houston Elec- 


tric Company at West Lynn, 
Mass., and moved to Schenectady, 
N. Y., in 1894 when the head- 
quarters and main offices of the 
General Electric Company were es- 
tablished there. In 1896 he went 
abroad to become manager of the 
traction department of the British 
Thomson-Houston Company, be- 
coming general sales manager 
there. After 14 years he returned 
to this country to re-enter the Gen- 
eral Electric organization, and for 
several years was in the commer- 
cial general department. Mr. Bay- 





lor was also vice-president, direc- 
| tor and a member of the executive 
| committee of the Edison Electric 
Appliance Company. 
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LET THESE TWO MEN 











Wm. G. Hazel Cyril D. Henderson 


They are President and Vice-President respectively of the Henderson- 
Hazel Corporation, publishers of the NATIONAL ELECTRICAL RESALE 
PRICE SERVICE which hundreds of successful Contractors and Dealers all 


over the country have adopted as their Silent Partner. 


We watch the markets and suggest to our clients what to charge for all 
standard electrical supplies as well as appliances. All prices are based on to- 
day's cost to which we have added a percentage to take care of overhead 
and leave a reasonable Profit. 


This is not a price-fixing scheme nor a panacea for all of the ills of the in- 
dustry but a business-like method of pricing and quoting available to Con- / 
tractors at a nominal cost of less than 20c a day. / 
/ 
/ 
+ / 
A Good Investment—Investigate! / 
/ 
/ 
It is making hundreds of dollars extra profit for Contractors, both large 4 Hender- 
and small and if you are not satisfied with your profits, we will gladly send 4 snHazel 
4 Corporation, 


you full information. Since the Service is supplied only to those actually 
engaged in the Electrical Business, please attach the coupon below to your 


letterhead. y, Cleveland, O. 


o Please send us full in- 
/ formation about the 
NATIONAL ELECTRI- 


1 / 
Henderson -Hazel Corporation 1 sSeice sito sense 
5005 Euclid Ave. _ 


5005 Euclid Ave., 


: / 
Cleveland, Ohio 7 I se hs dex vewvew eran 
. y 
— = , oh POET TIT TTT ett 
Henderson Business Service Ltd., Brantford OC! Cee cides cndaupesianebbakdeaees 
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THE AGE OF LIGHT 


fue Golden Jubilee is here! Fifty years ago the world first 
saw the incandescent light—Forty years ago the Electrical World 
first heard of Pass & Seymour, Inc., a company established at that 
time for the purpose of manufacturing Electrical Wiring Devices. 


Fifty years after the discovery of the incandescent light, and forty 
years after the establishment of this company, the world has been 
forcibly awakened to the possibilities of outdoor decorative lighting. 


Merchants and Manufacturers everywhere are now realizing the 
possibilities of outdoor illuminated displays of their products, bearing 
in mind the fact that “Trade Follows Light.” 


P&S Ready-Wired Sockets are designed te meet all the require- 
ments of decorative lighting. They are supplied in any length up to 
500 feet, and with any spacing of sockets from 4 inches to 30 inches 
on centers. They are supplied ready for immediate use. They are 
furnished with either Porcelain or Cold Molded sockets, in the Edison 
Base size and with Bakelite sockets in the Intermediate Base size. 
They are approved for either indoor or outdoor use. 


P&S Decorative Sets 


P&S Decorative Sets have become very 
popular and are used extensively in decorating 
doorways, hedges, shrubbery, etc. 

P&S 2000 is equipped with 10 Cold Molded 
Edison Base sockets, spaced 20 inches apart 
with an attachment plug on one end for con- 
necting to main circuit or additional strings. 

P&S 2002 is an Intermediate Base Decora- 
ceneruti tiie sateen tive Set of the multiple type. This set con- 
UINTI® AS STANOARD €Y UNDURWRSTERS LABORATORIES sists of 7 Bakelite sockets complete with 
genuine Mazda lamps in colors, spaced 20 
inches apart. There is a P&S connector at 
one end of the string and an attachment cap 
on the other, spaced 10 inches from the near- 
est socket. 

P&S 2003 Same as P&S 2002, except that 
attachment plug cap is located 6 feet from 
the nearest socket. 

P&S 2006 Same as P&S 2003, except that 
the string consists of 25 Bakelite sockets and 
colored Mazda lamps, spaced 20 inches apart. 

P&S 2016 Same as P&S 2003, except that the 
string consists of 50 Bakelite sockets and 
colored Mazda lamps, spaced 20 inches apart. 


INATES co 
ALL FESTIVE OCCASIONS 


P&S 2003 


P&S materials are sold through Jobbers. Ask your Jobber for information 
regarding our complete line of Porcelain and Electrical Supplies, or write to us 


PASS & SEYMOUR, Inc. 


Division C, Solvay Station, Syracuse, N. Y. 


Philadelphia 
2401 Chestnut St. 


New York 
71-73 Murray St. 


Chicago 
605 W. Washington Blvd. 


A ROLL 
0’ 
TAPE 





Electrical flash- 
es gathered 
among the Big 
Wire-an d-Pipe 
Men by 


Coit A. (Duke) Smith 


Field Editor, ELectricaAL CONTRACTING 


O the contractors swear by John 

Kuhlemeyer and his work? Listen. 
He was at Nela Park while Light’s 
Golden Jubilee was being rehearsed, 
and there were fifty contractors from 
Akron and eighteen from Youngstown 
attending. When John left for Colum- 
bus the whole sixty-eight contractors 
just piled on the train and went along 
with him. Louis Krepleever, manager 





of the Toledo Electrical League told 
me this and added that the boys were 
all paying their own expenses. 


HE losing of ladders seems to be 

a big item with our Big Wire-and- 
Pipe Men. The latest suggestion is 
that the company name or some symbol 
sufficiently individual, be burned on all 
ladders with a branding iron. 


HE hard luck story of the year 

comes from J. W. Steinmetz, Chi- 
cago electragist. Burglars got into his 
home, taking his famous ring and other 
jewelry, with a sum of money besides. 
To make it worse, the family dog went 
Rin-Tin-Tin and slept peacefully dur- 
ing the robbery. Then, when Mr. 
Steinmetz came home late a few nights 
later, the dog woke out of a sound 
sleep and put on a storm that would 
drive away an army. 


OME contractors specialize in one 

thing and others in other things, 
but mostly they stay at home. The 
Fowler Electric Co., of Toledo, O., 
however, being specialists in electrical 
installations on bridges go all over the 
country, San Francisco and Providence, 
R. L., being the farthest West and East. 


OMETIMES a small thing will set 

a man thinking and start him on 
the road to better business and more 
profits. “A small job on which I lost 
woke me up,” says a Minneapolis con- 
tractor. “There were 37 outlets in the 
house. I bid on the basis of $2.50 per 
opening and added $5.00, making a 
total of $97.50. My cost was $84.50, 
leaving $13.25 profit (?) What woke 
me up was figuring my overhead, 











| which proved to be 29 per cent. Never 
again!” 
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HE Schulte Electric Co., Cleveland, 
O., has offices that are exceptionally 
well arranged and equipped. There is 
plenty of room to move about, the re- 
ception room is very large, and for 
their own work there is a fine drafting 


room. 





ERRITT Dekker, head of Dekker 

Electric Co., Chicago, thinks it is 
all wrong to omit ceiling outlets from 
apartment house installations. They 
should be put in even if they are not 
wanted. Different tenants have differ- 
ent tastes, and it is expensive to put 
in ceiling boxes after the job has been 
completed. He says too that styles 
rotate and we never know when the 
ceiling light will be all the rage again. 





“THERE'S justice after all. A ware- 
house owner gave a certain con- 
tractor a job of wiring, but wouldn't 
buy the lighting fixtures from him. “I 
can buy those at wholesale,” he said 
gloatingly. This naturally didn’t please 
our subscriber at all, and it didn’t take 
him long to think up a fast one. He 
remembered some obsolete units in his 
shop that he had acquired for a song. 
He figured what they were worth, al- 
lowing a nice profit, added the sum to 
his bid and informed the buyer that 
this figure would enable him to save 
money even considering the wholesale 
price he could get, and would give him 
“better” fixtures. Mr. Greedy grabbed 
at it and the contractor went away 
singing. 





NE feature of ELecrrica, ContrAct- 

ING’S Resale Price Schedule has 
been mentioned by so many contrac- 
tors that they must be quoted collec- 
tively. “In addition to being the best 
means of figuring bids quickly and ac- 
curately,” they say, “this schedule is 
the most convincing thing we can 
show the prospect to prove that our 
prices are right. They respect these 
figures because they come from a pub- 
lication of nation-wide scope and repu- 
tation.” 


E. HARRISON, Harrison Electric 

¢ Co., Indianapolis, Ind., had the 
honor of wiring the first all-modern- 
istic store in his city. The windows, 
the walls, the stairs, in fact everything 
in the place is built and decorated in 
that zig-zag style so dear to the hearts 
of the indoor landscapers. Of course 
this called for special study in design- 
ing the lighting installation, and Har- 
rison did a real job. 





LTHOUGH it means only a small 
job in each case, there is some 
nice potential wiring business in the 
lighting of signs which are placed in 
front of homes along the highways, 
announcing accommodations for tour- 
ists. It should be an easy matter for 
local contractors to sell an installation 


of goose-necks and steel reflectors to | 


all the householders who have signs. 





























DANVILLE STATE HOSPITAL 


Architect Electrical Contractors 
F. Arthur Rianhard Franklin Electric Construction Co. 
Ross Electric Construction Co. 


BEAUTY and DEPENDABILITY WITH ALABAX 


-— time and money was spent to find a suitable location for the 
new Danville State Hospital, Danville, Pa. That this expenditure 
was attended by success is evidenced by the above illustration. 


In a like manner much consideration was given the selection of lighting fix- 
tures for this institution with the result that P&S ALABAX Porcelain Lighting 
Fixtures are now installed throughout. 


P&S ALABAX Porcelain Lighting Fixtures were selected because of their 
beauty, safety, economy and durability, and because of the fact that there was 
an ideal fixture for every fixture requirement. 


All P&S Lighting Fixtures are made in neat and 
attractive designs. They are furnished in either the 
plain white finish, or in a variety of all-over colors 
and stripe decorations. However, since many of 
the leaders in the medical field have acknowledged 
the use of color as a curative, P&S ALABAX in 
beautiful permanent colors has been in even greater 
demand. A very important feature about P&S 
ALABAX in colors is the fact that the colors are 
permanent. Their finish is “fired in” just like it is 
in the finest china. Years and years of exposure 
and cleaning will not dull their lustrous surface. 
As for cleaning, by merely wiping the fixture with 


The ALABAX rr illuss a cloth dampened with a disinfectant they are made 
trated above is one of the types ; 
of ceiling units installed in the surgically clean. 
Danville State Hospital. This 
fixture and many others are il- The many other features of P&S ALABAX Porcelain Light- 
lustrated in our ALABAX ing Fixtures are described and illustrated in our ALABAX 
Catalog. Write us for a copy. Catalog. We will gladly send you a copy on request, 





PASS & SEYMOUR, INC. 
DIVISION C, SOLVAY STATION, SYRACUSE, N. Y. 


NEW YORK PHILADELPHIA CHICAGO 
71-73 Murray Street 2401 Chestnut St. 605 W. Washington Blvd. 








‘Those who know the facts, insist on ALABAX.”’ 
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FOR RENT 


{or sublease till 1931) 


CHOICE OFFICE SPACE 
IN CHICAGO 


Available immediately — approximately 3,000 
square feet of most desirable Loop office space 
in the central business district of the city of Chi- 
cago. Our present lease (made when rentals were 


much lower than they now are) does not expire 
until 1931 and we will rent or sublease the entire 
amount of space, or any part thereof to respon- 
sible tenants at a great reduction. For complete 
information 


Write Box 1313 


ELECTRICAL CONTRACTING 
520 N. Michigan Ave., Chicago 



































































































































































Approved by 














ities also demand it in Easily installed even in 
many places. The T & B “tight” locations. Can be 
No. 3670 meets every re- A FREE SAMPLE used when ground pipe and 
quirement, ey Fe water pipe meet at various 
t is s _ - for all every reader—for rm oo. . ‘ 
grounding trouble. — short time only. To ‘compensates for expan- 
It completely enclasee'the | ,thgymai te cou | or ae comttcmot be 
pon ow. ° : 

ground wire and protects loosened by electrolysis. 
it from injury. Bonds the Protects life and property 


ground conduit rigidly to the water pipe —saves time on the job—makes friends 
and provides a ground for both the for the contractor. SEND FOR YOUR 
conduit system and the system neutral SAMPLE AND SEE FOR YOURSELF. 





Underwriters’ Laboratories | 


T&B No.3670 Line 


Protective Type Ground Fitting | 


The new Code requires a protective Can be used in any location—on service, 
type ground fitting. Inspection Author- house conduit or to ground both. 





Southern Inspectors to Meet 
at Atlanta 

The first annual convention of 
the Southern Section of the Inter- 
national Association of Electrical 
Inspectors will meet at the Ansley 
Hotel, Atlanta, Ga., October 15 
and 16. The Code committee has 
submitted for discussion reports 
on fractional all code articles. 


. 


Curbstoner is Most Costly 
Contractor* 
By John Kuhlemeyer 


HE mistaken idea has pre- 

vailed for a long time that the 
so-called curbstoner could operate 
more efficiently and cheaper than 
a responsible contractor, and he 
has been the pet and ideal of some 
utility men. I am really sorry to 
have to explode that theory. I 
have had the opportunity to study 
the business methods of many 
electrical contractors, and know 
and can prove that the curbstoner 
is the most inefficient and expen- 
sive contractor in existence. While 
he may do a job of housewiring 
below labor and material cost, or 





John Kuhlemeyer 


even install a range on that same 
principle, he robs the people he is 
doing business with on _ other 
items. He does not do that know- 
ingly or consciously ; he feels it is 


| the proper thing to do, or in some 


cases is entirely unaware of his 
bad practices. 

The_ responsible contractor, 
whether large or small, under 
standing his business can, and 
does, produce and sell cheaper as 


_a whole than the ignorant con 


conductor. Just use the coupon below. 
Cat. PRICES Stand. Stand. Pkg. 
No Description Pkg Net Cost Each 
3670 %” Conduit to %”to 1” Water Pipe 50 $0.50 
3671 %&” Conduit to %”to 1” Water Pipe 20 8 
3672 1” Conduit to %”to 1” Water Pipe 10 1.35 
3680 %” Conduit to 1\4”to 2” Water Pipe 50 50 
3681 %” Conduit to 1\%”to 2” Water Pipe 20 -85 
3682 1” Conduit to 14"to 2” Water Pipe 10 1.35 
rien” A The Thomas & Betts Co., 15 Park Place, New York, N. Y. | 
Contractor. Send me a FREE SAMPLE of your No, 3670 Ground Fitting | 
| This Offer Good Name.... aiueneauuinneeb one eks paeas sevncauaveaannaecccnets 1 | 
Unti 
| October (0th. Address ates . tod WHITTITIL TTT TTT TTT Tr | 


| tractor or curbstoner. 


In practically all cases that have 
come under my observation, the 


| *Abstracted from address at Comp Co-cperation 
I 929. 


X, Association Island, Aug. 3, 1 
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Electrical Contractors 
whip Radio Interference 
with TOBE 

“KIL TERETTES” 











Here’s a new and untouched mar- 
ket for every electrical contractor 
With Tobe Deutschmann 
equipment you can go out and get 
business that will pay you well . . . 
“Filterettes” overcome annoying ef- 
fects of “man-made static’ —sign 
flashers, elevator motors, electric re- 
frigerators; X-ray machines, etc., 
that frequently cause radio interfer- 
ence... In every case any contrac- 
Tobe Deutschmann Laboratory we ‘ 
The Tobe Deutschmann Corporation maintains a special laboratory, a section tor familiar with Tobe Deutsch- 
of which is shown above, devoted exclusively to the examination of electrical : 
appliances and apparatus, and the designing of suitable Filterettes therefore. mann products can install the 
Note, in the illustration, the diversity of apparatus sent in by manufacturers “TD- 9 ha 
—the dental engine, the vacuum cleaner, the three different sign flashers, the proper Filterette” and eliminate 


dictaphone, the adding machine, the electric fan, and by no means least, the 


diathermy machine, shown in the screened compartment at the left. the annoyance. 








Write for Bulletins that show you 
how to get this profitable business 


If you want to enlarge your field of useful- helpful bulletins take up various problems 
ness—and of course you do—write today of radio interference and show you how 
for the Tobe Deutschmann bulletins, other contractors are making money by 
which are sent absolutely free. These installing Tobe Deutschmann “Filterettes.” 


TOBE DEUTSCHMANN CORPORATION 


FILTERETTE DIVISION CANTON, MASS. 


Pioneers in Eliminating Interference Problems of Every Description 
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— 
MONEY SAVER 


Eliminates triple handling—unwind- 
ing—measuring and _ rewinding 
wire, thus saving time and money. 


Manually operated—reels wire into 
neat coil, automatically counting 
and registering number of feet. 
Strongly built of heavy selected 
materials so as to last a lifetime. 


It Pays for Itself 








Send for bulletin. 
Write us or your jobber. 


80 S. 12th St. 


Minneapolis Minn. 





New Conduit Type Cable Support 


A Simple Two 
Piece Cable 
Support for 
Vertical Runs. 


Can furnish 
these in split 
type if wanted. 


A Compact End Fitting 


One that has a 
canvas __bake- 
lite insert 
made to take 
one to nine 
wires. 


Bakelite Insulated Bushing 


An 





insulated 
bushing made 
to prevent se- 
rious and dis- 
ese Te @ ea 
grounds. 


0. Z. CABLE SUPPORT CO., INC. 





45 Bergen St. Brooklyn, N. Y. 
Send us your latest bulletin with prices 
IN a. ar lacase inae Gh laiairbnsarg eras abe taiaeneal 
DY cc. detec Roseek Westie Laan 


eeoeecere eee eee eeeeeteeeeeteeees 








| Code. 











true and actual overhead (related 
to volume) of the cut-throat con- 
tractors was from twenty-five to 
fifty per cent higher than that of 
the better type of contractor. It 
is only when work is sold below 
actual cost that the competent 
contractor suffers. 

It may interest you, gentlemen, 
to know that the contractor who 
does all his own work and does 
not employ any men has the high- 
est relative overhead of them all. 
The saddest part of this picture is 
that the man doing his own work 
can not under any circumstances, 
no matter how favorable, make 
even journeyman’s wages under 
fair competitive conditions. 

As long as the electrical con- 
tractor is the backbone of house- 
wiring, his economic place in the 
industry must be sound and 
healthy in order that he can do 
his proper share in the market 
development plan. 

We can ignore and refuse to 
understand facts as long as we 
want to, but we will never be 
able to rear a worthwhile struc- 
ture unless we are willing to start 
with a solid foundation. 

Starting or attempting to op- 
erate a league in a town or com- 
munity where housewiring is con- 
ducted on an unsound and un- 
economic basis is just like start- 
ing a farm in the jungle or on 
timber land. Just as our own 
pioneers had to clear their land 
before they could cultivate it, so 
it is necessary to clear up the 
local housewiring situation before 
lasting satisfactory results can be 
obtained from promotional activi- 
ties. 

* * * 


New Baltimore Code 
Under Fire 


The new Baltimore electrical 
code is meeting opposition from 
the real estate board and the Con- 
solidated Gas Company on the 
grounds that elimination of ar- 
mored cable and several other re- 
strictions have seriously increased 
the cost of wiring. An effort is 
now being made to have the local 
code committee, which is headed 
by Chief Engineer Goob, remove 
from the code all restrictions out- 
side of the National Electrical 





























You Can Underbid and 
Make More Profit 


B Universal Wire 
am IDEAL! 


Connectors 








Solderless—Tapeless 


Do a 10 minute job in 1 minute 
and make better mechanical and 
electrical joints. 


One size fits all common wiring 
joints, motor taps, ete. Special 
large size for industrial use. Spe- 
cial small size for fixture wiring, 
joints in shallow canopies and ap- 
pliances. 


Approved by Underwriters’ Laboratories 
Mail coupon today 


Ideal Commutator Dresser Co. 

1041 Park Ave., Sycamore, Ill. 929 

(] Please send me one trial carton of 100 
“Standard Universal” Connectors at $3.35. 

( Please send me a free sample connector. 
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The Catalog Place of the Electrical Trade 











OOk it up in this Binder. 


The Green Book with the Orange 
Bands — whenever you need infor- 
mation on what or where to buy! 
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REFLECTORS 


for all 


PURPOSES 


German Experience With 
Concentric Wiring 


Experience with concentric wir- | 
ing in Germany, or “Rohrdrahte” 
as it is there called, has not been | 
very satisfactory, according to a | 
letter recently received from the | 


Works. 


Electric 
of these 


Berlin State 
“Certain types 
drahte’ containing several 
insulated from one another, not 
using the exposed metal sheaths 
for current carrying,” says the 
letter, “are approved of and per- 


| mitted throughout Germany. Other 


No. 871 


RLM Standard Dome. Porcelain 
enameled green outside—white 
inside. Made for 100, 150 and 
200 watt lamps. 


types of the ‘Rohrdrahte’ contain- 
ing but one wire and employing 
the exposed sheath for current 


carrying are approved of and per- | 
mitted only by very few power | 


companies in Germany and at that 
for dry rooms only. Besides, 


|only serve as neutral of a witing 


No. 0766 
Shallow Bowl Reflectors. 
general illumination of mills, 
machine shops, garages, etc. 
Made in four sizes for 25 to 200 
watt lamps. 


OUTDOOR 
FIXTURES 


For 


For use around barns, yards, 
garages, etc. Reflector is porce- 
lain enameled and all iron parts 
are electro galvanized making 
complete fixture weatherproof. 
Catalogue illustrates many other 
Oamceo reflectors which are de- 
signed to meet the requirements 
of modern lighting. Write for 
it today. 


OVERBAGH & AYRES 
MFG. CO. 


4138.Clinton St., Chicago, III. 





system. 
Poor Joints 


“The reason why the employ- 


ment of this type of wiring has 
been largely prohibited and _ re- 


stricted in Germany is, that it is | 


‘Rohr- | 


wires | 


if | 
| employment of these types is per- | 
| mitted, the exposed sheath must | 





Rubber Insulated Wires 
and Cables 


Insulating Tapes and Splicing 
Compounds 


Raven 
Core 
Wires 
Grimshaw 
Tapes 
Competi- 
tion Tapes 


NEW YORK 
INSULATED 
WIRE CO. 


Main Office 


114 Liberty Street, 
New York City 


Factory: 
Wallingford, Conn. 

















difficult to produce good, reliable | 


joints of the exposed sheath nec- | 


essary to insure good continuity, 


and that, once good continuity has | 


been reached, it may easily be de- 
stroyed by mechanical, chemical 
or other influences. However, as 
soon as the sheath serving as neu- 
tral becomes interrupted, the ex- 
posed metallic sheath obtains 
voltage against ground bringing 


about the danger of personal in- 


jury or material damage. This 


danger is so much the graver as | 
| the interruption of the neutral will 


hardly be noticed immediately, 
rendering it impossible to provide 


protective means in time. 


Another Type 
“In place of these types of wir- 
ing having only the metal sheath 
carrying current, there is another 
type on the market having a bare 


solid copper wire folded and rolled | 


into the metallic sheath. The 
main purpose of this bare wire is 
to insure proper reliable joints. 
This type of wire is being em- 
ployed at many places in Ger- 
many, and we have been informed 
that its use is steadily increasing. 
The _wiring having been done 


'‘Twenty-Six Million 


(and more) 


PAINE 


SpringWing Toggle Bolts 
Now In Use— 
They must be good! 


Merit alone put Paine Spring Toggles highest 
in the opinion of the electrical contractors of 
half the world. If they can save time, money 
and trouble while giving their customers a 
better job, you can do the same. Get a Paine 
Toggle Bolt and see for yourself. Mail the 
coupon. 


Stocked by jobbers everywhere. 


The 


PAINE 


Company 


2947 
Carroll Ave. 
Chicago, III. 


ARR AAAA RRR RRAE 


79 
Barclay St. 
NewYork, N.Y. 
Sample 


2947 Carroll Ave., Chicago, 


Coupon Brings 
The Paine Co., 
Ill. 


Please send me a sample Paine Spring Wing 
Toggle Bolt. 


Address 
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“‘Big Things 
Are Happening— 
Keep Posted!”’ 


, Contractor - Dealers 
? who are not receiving 
the Wiremold Business 
Builder should send us 
their names at once— 
especially in time to 
secure the current is- 
sue containing full de- 
tails of the PRIZE 
CONTEST BETTER 
LIGHTING CAM- 
PAIGN which is now 
about to break. 


















Each issue of the Wire- 
mold Business Builder 
brings news of timely 
sales campaigns, sales 
aids and _ practical 
data. No live Con- 
tractor-Dealer can af- 
ford to be without it. 
Send in your name. 
It’s free. 


The 
Wiremold Company 


Hartford, Conn. 














Trade 


Mark 





Al WIRE 


Connectors 


THE BETTER KIND 
A perfect joint every 
time plus simplicity 
and dependability. 
A joint which is safer, 
" stronger and better 
mechanically and elec- 
trically. SRK’s em- 
body everything nec- 
essary to make such 
joints. There is noth- 
ing more to ask for 
—and the job is done 
in a Jiffy. 1 size for 
combinations of No. 
14, No. 16 and No. 18, 
solid or stranded, up 
to 4 No. 14 and 2 No. 
18, or equivalent. 
MILLIONS IN USE 


Approved by Underwriters Laboratories 
and a pasepehrem Laboratories 


Patent No. 1635283: “Others Pending 
Manufactured b 


JIFFY WIRE CONNECTOR CO. 


Hackensack, New Jersey 
General Sales Office 
G. Denn. Montgomery, Jr. 
522 ay New York City 
one Canal 7533 











| properly there have been no com- 
_ plaints as to insufficient durability 
|or poor resistivity against me- 
chanical destruction. 


“The manufacturers of this type | 


| of wire claim that owing to the 
| particular construction of the wire 
| it is impossible to interchange the 
| ends of the leads by mistake when 
|making connections. Thus phase 
|and neutral conductor cannot be 
|interchanged inadvertently. The 
| Conte of installation are about the 
| same as the costs of installing 
'normal rubber insulated wire 
| (NGA) in insulated conduit with 


| metal sheath. Based on the cop- | 


per price of May 25, 1929, the 
costs of material for 1 meter 
‘Rohrdraht’ with rolled in bare 


copper wire, each wire.of 1.5 sq. 
mm., are approximately RM 0.14, 
and for 1 meter NGA and 1 meter 
insulated conduct with metallic 


mately RM 0.34. 
rage prices and illustrate the fact 
that the costs of ‘Rohrdraht’ are 


_considerably lower than those of 


conductors in insulated conduit 
with metal sheath. 
| “‘Rohrdraht’ of the type de- 


scribed above is largely manufac- 
tured by the Siemens-Schuckert- 
werke A.-G. 


| Rubber Conduit 


“In our territory we are partly 
installing rubber conduit for under 
plaster work. The installation is 
effected as follows: A channel is 
chiseled or ground into the ready 
erected wall, into which the rub- 
ber conduit is placed and covered 
with plaster. Having insured by 
a suitable test that the wall and 
the conduit are perfectly dry the 
wires will be drawn into the con- 
duit. With this method of in- 
stallation we have had very fa- 
vorable experience.” 


K * * 


Correction 

In the August issue of ELEctri- 
CAL CONTRACTING, page 11, the 
plans and specifications for ade- 
quate wiring of the basement was 
credited to the Electrical League 
of the Niagara Frontier. Samuel 
S. Vineberg, manager of that 
league, has informed us that credit 
|for the plans should go to the 
| Electrical League of Milwaukee. 








sheath of 2x1.5 sq. mm. approxi- | 
These are ave- | 


































































220, 440, or 550 Volts 
Easily changed to 110 Volts 


or any other voltage, with 


SORGEL 
Air-Cooled 


Transformers 


With Conduit Connections 
No Extra Fittings Required 








l 


110 Volt 





to 











Can be installed in any 
convenient place inside 
of buildings, without en- 
closures or fire-proof 
vaults. 


Approved by Underwriters 
Made in 


Sizes l/, to 50 xva. 


Single-phase, 2-phase and 3-phase 





Transformers Designed 
for Special Applications 











Ask for descriptive literature 


Sorgel Electric Co. 


Clybourn & W. Water Sts. 
Milwaukee, Wis. 
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Manufacturers News 


A department for the announcement of activities of manu- 
facturers that are of interest to contractors, such as changes 
in executive personnel, branch offices, new products, etc. 


G. E. Supply Houses 


Consolidated 
Effective October 1, 1929, the 
fourteen wholesale _ distributing 


corporations owned by the Gen- 
eral Electric Co., will be consoli- 
dated into the General Electric 
Supply Corp. (of Delaware). 
These companies have for many 
years distributed General Electric 
products and the plan involves 
no change of ownership. The 
consolidated corporation will be 
in a much better position to offer 
nation-wide service through its 
ability to give service from any 
one of seventy-six houses, through 
interchangeability of stocks, and 
speedier and more economical op- 
eration. 

The tentative organization plans 
indicate corporate officers and di- 
rectors as follows: Gerard Swope, 
chairman of board; C. E. Patterson, 
president and director; J. L. Bu- 
chanan, executive vice-president 
and director; J. G. Johannesen, 
vice-president, eastern region, and 
director; D. E. Harris, vice-presi- 
dent, western region, and direc- 
tor; N. R. Birge, A. D. Cameron, 
H. C. Houck, J. E. Kewley, G. C. 
Osborne, T. K. Quinn, E. O. 
Shreve and C. E. Wilson, direc- 
tors; L. R. Link, secretary-treas- 
urer, and L. M. Nichols, comp- 
troller. 

The department heads, district 


managers and other officers will 
be announced when appointed 
October 1. 

* * a 


New Lighting Fixture 
Manufacturer 
The Moe Bros. Mfg. Co., Mil- 
waukee, Wis., has been organized 
for the manufacture of lighting 
equipment and kindred products. 
Until recently, Henrik Moe, presi- 
dent of the new concern, and 





O. E. Moe, vice-president in 
charge of sales, occupied like po- 
sitions with the Moe-Bridges Co., 
Milwaukee. 
x * * 
T. E. Murray Dies 

Thomas E. Murray, head of the 
Metropolitan Device Corp., the 
Murray Radiator Co., the Metro- 
politan Engineering Co., and 
Thos. E. Murray, Inc., died at 
his summer home in Wickapogue, 
Southampton, N. Y., July 21. Mr. 
Murray was 69 years old and was 
granted, it is said, more patents 
than any inventor in the United 


States, with the exception of 
Thos. A. Edison. 
* * * 


Granville P. Rogers 


Leaves A. L. E. A. 

The board of directors of the 
Artistic Lighting Equipment As- 
sociation recently presented Gran- 
ville P. Rogers, formerly man- 
aging director of the association, 
with a radio upon the occasion of 
his leaving that organization to 
become managing director of the 
Steel Founders’ Society of 
America. 

* ok * 
Jones Metal Takes Over 
Abolite 

The Jones Metal Products Co., 
West La Fayette, O., has pur- 
chased the Abolite Reflector Co. 
Abolite reflectors are now being 
manufactured in West La Fay- 
ette, but will be sold by the 
Abolite company through its 
Cleveland office in the Terminal 
Bldg. 

ok ok * 


Westinghouse Acquires 


Newark Site 
The Westinghouse Electric & 
Mfg. Co. recently purchased in 








Newark, N. J., a 22 acre site for 
a new warehouse and service sta- 
tion. It is planned that this new 
shop will serve the entire north- 
ern New Jersey industrial area. 

This service shop will have the 
best of transportation facilities as 
this area is served by five trunk 
line railroads, twenty-six steam- 
ship lines, the Newark Airport, 
and the State Highway 25. 


* * aK 
Williamson a Beardslee 
Official 
Richard Williamson has_ been 
elected a vice-president of the 
Beardslee Chandelier Mfg. Co., 


Chicago, in charge of sales of the 
Williamson line. This line is now 
manufactured in the Beardslee fac- 
tory under the supervision of 
James Williamson. 

x x * 


New Factory Site for 


Domestic Electric 

The Domestic Electric Co., 
Cleveland, O., announces the pur- 
chase of a group of buildings and 
a tract of land at Kent, O., to 
be devoted to the manufacture of 
fractional horsepower motors of 
the universal type. The buildings 
comprise office and factory space, 
the manufacturing floor space 
amounting to approximately 140,- 
000 sq. ft. ; 

The buildings are located in th 
midst of an eight-acre tract of 
land, adjacent to the tracks of the 
Pennsylvania, Baltimore & Ohio, 
Pittsburgh & Lake Erie, and Erie 
railroads. A siding runs alongside 
a loading platform connecting 
with all buildings. The land sur- 
rounding the plant will be land- 
scaped and preparations are now 
under way for the removal of 
manufacturing operations from 
the company’s Cleveland plant. 
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DETROIT 


RUBBER COVERED 


WIRES 


(Reg. U. S. Pat. Office.) 


RUBBER INSULATED 
WIRES AND CABLES 


LAMP CORDS 
AUTOMOBILE WIRES 
PARKWAY CABLES 


LEAD ENCASED 
RUBBER INSULATED 
WIRES AND CABLES 


UNIDUCT ARMORED 
WIRES 


FLEXIBLE METALLIC 
CONDUIT 


Detroit Insulated Wire Company 
Detroit, Mich. 
Division of General Cable Corporation 


' dustrial 























MANUFACTURERS’ 
REPRESENTATIVES 
WANTED 


—To Sell the Profitable Popular 
Line of National Fleodlight Pro- 
jectors. 


Jobber Policy — Dealer 

Protection—Wide Advertis- 

ing — Innumerable Pros- 
pects 


Several Good Territories Open 
Write at Once for Arrangements 


NATIONAL APPLIANCE 


COMPANY 
Division, Reynolds Spring Company 
Jackson, Mich. 























Subscribers 


Youcan’tafford to 
miss a single issue. 
Give us your new 
address if you 
have moved. 














Bulletin 503 on its line of 
Fuswitches has been published by 
the W. N. Matthews Corp., St. 
Louis, Mo. This is a 28-page 
bulletin and contains many illus- 
trations and diagrams. 

7 ” * 

The Westinghouse Electric & 
Mfg. Co., is distributing circular 
1676-B on fittings for pipe struc- 
tures. This booklet includes 
many new applications for these 
pipe fittings, such as racks in in- 
establishments, railings, 
display racks, and pipes of all 
kinds. 

we 

Two new switchboard device 
catalogs have been issued by the 
General Electric Co., Schenectady, 
N. Y. One displays accessories 
while the other is devoted to cur- 
rent-limiting resistors and fusible 
cutouts. , 

* * * 


Bulletin No. 159 covering large 


vertical motors has been issued | 


by the Wagner Electric Corp., 
St. Louis. 
* * * 

J. F. Hardy, 1520 Candler Bldg., 
Atlanta, Ga., has been appointed 
a distributor for S. R. Fralick & 
Co., Chicago, covering the Atlanta 
territory embracing Georgia and 
South Carolina. Another appoint- 
ment is that of the Southern Elec- 
trical Manufacturers Agency, 
Bluefield, W. Va., which will han- 
dle the company’s sales in West 
Virginia, Virginia, North Carolina 
and eastern Tennessee. 

* * * 


A publication on airport light- 


ing has been released by the 
Westinghouse Electric & Mfg. 
Co. This booklet contains the 


lighting requirements of the U.S. 
Department of. Commerce and is 
also well illustrated with instal- 
lation photographs showing day 
and night views of airports. 

* * * 

The Mine Safety Appliances 
Co., Pittsburgh, Pa., is distribut- 
ing a booklet entitled “Practical 
Aspects of Resuscitation,’ com- 
piled by Dean Edward Steidle of 
the School of Mining and Metal- 
lurgy of the Pennsylvania State 
College. It contains descriptions 
of methods of respiration to be 
used under _ various. circum- 
stances. 
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BERTHOLD 


SWITCH and PANEL 
' BOARDS for 
LIGHT and POWER 


| Berthold “Selectrolite” System of Lighting 
| Control for theatres, auditoriums, 
lodgehalls, etc. 


GUS BERTHOLD ELECTRIC CO. 
555 W. MONROE ST. CHICAGO, ILL; 









































JACKSON 


REFLECTORS 


give You a break! 


Here’s the story in a nutshell—LOW 
PRICE .... but HIGHEST QUAL- 
ITY. Improved manufacturing 
methods have cut our production 
costs in half . . . That’s how we do 
it . . . Now you can go out and 
double your profit and give your 
customers satisfaction. e have a 
complete, guaranteed standard 4 
ity line that enables you to land 
any job... . None better—ARMCO 
steel covered with porcelain fire 
enamel, full thickness. Clean threads 
and attaching rings .... Get our 
prices at once........ 


Clip this Coupon! 


Jackson Electrical Co., 

910 W. Van Buren 8t., 

Chicago, Ill. 

Send me bulletin quoting new low prices 
standard quality reflectors. 
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New Electrical Products 











The Wadsworth Electric Mfg. 
Co., Covington, Ky., has developed 
a line of metal meter boards. 
These boards are of omne,piece 
formed steel construction and will 
not, it is said, warp, buckle, shrink 
or twist. They are designed for 
the installation of any 30 amp. 
switch and any standard meter 
and have tapped holes provided 
with machine screws for this pur- 
pose. 





The Radio Recep- 
tor Co., Inc., 106 Sev- 
enth Ave., New York 
City, is introducing 
amplifier racks and 
control panel equip- 
ment for centralized 
use in theatres, 
schools, auditoriums, 
stadiums and other 
places where music or 
voice is to be “piped” 
over large areas. This 
equipment is of the 
vertical rack type, 
made up of powerizer 
units. The two-chan- 
nel amplifier assem- 
bly stands 6 ft. high by 20 in. wide 
and comprises 6 panels. It con- 
sists of a PXP-250 powerizer, 
made up of two units, for each 
channel. 

















An improved starter for starting 
a motor directly across the line 
has been recently placed on the 
market by The Lincoln Electric 
Co., Cleveland, Ohio. It is con- 
trolled by the Lincoln safety push 
button which is standard equip- 
ment. Four screws are required 
in installing to hold the starter in 
place. Releasing two other screws 
permits the contactor panel to 
swing out, making lead contacts 
accessible. A cover of the drop 
hinge’ type encloses the entire 
mechanism and permits installation 
of starters closely grouped, two 
inches clearance between starter 
boxes being ample. 





¥YDWVW 


Gustave Lidseen, Inc., Chicago, 
is offering the No. 4 Chicago pipe 
bender. The manufacturer claims 
that hydraulic power up to 30 tons 
may be exerted with ease by one 
man and that the machine will 
bend to any radius or offset by 
simply adjusting rollers. It is not 
necessary to remove the pipe or 
shoe when changing for a new 
bend. The bender, which weighs 
310 lbs. less equipment, is fur- 
nished with five bending shoes— 
2, 214, 3, 3%, and 4 in. 











A new shallow flush toggle 
switch has been developed by 
Harvey Hubbell, Inc., Bridgeport, 
Conn. This switch is designed to 
eliminate the burning of contacts 
at the “make” when controlling 
type “C” lamps. 














me 3 

The Misener & Irving Mfg. Co., 
Inc., Syracuse, N. Y., is offering a 
rotary ceiling saw designed to cut 
a 3% in. opening for the installa- 
tion of the outlet box. It can be 
used with an ordinary carpenter’s 
bit brace and the pan catches the 
plaster and shavings when the tool 
is in operation. 








~ 


The Trumbull Electric Mig. Co., Plainville, Conn., has developed what 
is called Flex-A-Power to provide a maximum amount of flexibility in 


the use of power in industrial plants. 


It affords a flexible system of 


power outlets in plants where production requirements necessitate the 
frequent shifting or replacement of machinery. It is a mobile system of 
unit lengths adaptable without alteration to any plant. Standard lengths 
are joined to form any desirable plan for power distribution. 
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ESTIMATOR’S TIME SAVER 


Ever estimator’s 
tool kit should have 
1. Reotometer . .§4.50 


2. Tallying 
Machine .. .$4.50 
for taking off “quan- 
tities of material 
quien wy and i = 


y. by 

a. GUAR- 
ANTEED to satisfy 
you or your money 
back. 

. each for 
Rotometer or Tally 
Machine, postpaid. 


The Peerless Blue Print Co. 


$41-347 Fifth Ave., 
New York City 














AWLPLUGG 


re Screw “4 Whol 


. “ot SCREWS FAST, J 





THE RAWLPLUG CO., INC. 


66 West Broadway, 
New York City 


Branches in 25 Cities 
Write for Bulletin B-201 











‘Concrete Inserts Save Time 
in Conduit Installation 


Pound them in the form; the con- 
crete holds them solid; hang the 
pipe below. 


Send for Bulletin or Sample 


Commonwealth Electric Co. 
417 Broadway, St. Paul, Minn. 

















Keep Up-to-Date 


By reading these pages you will 
acquaint yourself with what is 
newest and best 
supplies and equipment. 

When communicating with an 





in electrical 


advertiser mention 
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Curtis Lighting, Inc., 
has compiled a 64-page booklet | 
entitled “Sales ‘Tales or The Tam- | 


Chicago, 


ing of the Shrewd.” 
rizes in short-story form the vari- 
ous methods of building up sales 
and the manner in which worth- 
while jobs have been “put over” 
by the salesmen of Curtis distrib- 
utors all over the country. 
story is by a salesman who has an 
interesting experience to relate. 


* * * 


Bulletin 110 giving a complete 
description of its type D Ground- 
ometer has been issued by the 
Borden Electric Co., . Newark, 
N. J. This is an instrument for 
measuring the resistance to the 
flow of current from a metal elec- 
trode into the surrounding earth. 


*x* * * 


A new publication of the Wag- 
ner Electric Corp., St. Louis, Mo., 


is its No. 162 Bulletin containing | 
complete transformer oil specifica- | 
purposes, | 


tions, discussing the 


It summa- | 


Each | 








| General Electric 
Supply Corp. 


EDISON MAZDA LAMPS 
ELECTRICAL AND 
RADIO SUPPLIES 


BALTIMORE RICHMOND 
NORFOLK CHARLOTTE 
| Distributors for General 
|| Electric Company, Radio 
Corporation of America and 
|| other large and reputable 
manufacturers. 


E-Z WIRE STRIPPER 


A HANDY TOOL 














This inexpensive tool 
strips wire of 10 to 20 
gauge 20 times faster 
than usual methods. 


every E-Z Wire Strip- 
per. Send for yours 





properties and methods of testing, | 


and precautions for handling and | 


storing this product. 


*x* * * 


A circular on air-cooled (dry 


type) .transformers is being dis- | 


tributed by the Sorgel Electric 
Co., Milwaukee, Wis. This 
four-page bulletin contains illus- 
trations, descriptions and specifi- 
cations on the company’s various 
types of auto transformers and 
insulating transformers. 


*x* * * 


The Frank Adam Electric Co., 
St. Louis, Mo., has issued a cata- 
log descriptive of its new Fuslok 
dead front and _ safety type 
switchboards. 


*x* * * 


A folder on Kondu fittings has 
been published by the Erie Malle- 
able Iron Co., Erie, Pa. It enumer- 
ates facts about these fittings, their 
advantages, and how they are 
used. 

* 


* * 


The Wagner Electric Corp., 
St. Louis, has moved its Cleve- 
land service station and branch 
sales office to a new building at 
3756 Carnegie Ave. 


00 
‘5 LIST 
PYRAMID PRODUCTS CoO. 
2313 South State Street Chicago, III. 











Jiffy Tools Reduce Costs! 


We guarantee your 
satisfaction. Order 
any tool illustrated 
on the margin, on 
approval. If YOU 
are not satisfied re- 
turn the material at 
our expense. 


A Bulletin describ- 
ing the complete 
line in detail will 
ed upon re- 
quest. Fill in the 
: below or 
in your order 
ON APPROVAL. 


ESTABLISHED 1915 


Paul W. Kech & Company 
25 So. Wells St., Chicago 


Send information regarding free trial. 
Send the ‘‘Jiffy Line’ Bulletin. 





Pipe Bender 


—_ 


Nipple Chuck 

















Box Cutter 
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MASTER 
BUILDING 


Riverside Drive at 103rd Street 
New York City 


Owners: Roerich Museum, Inc. 
Architects: 
Helmle, Corbett & Harrison 
Sugarman & Berger 
Associated 


Consulting Engineer: 
W. H. Dusenbury 
General Contractors: Longacre 
Engineering and Construction Co. 


Electrical Contractors: Jandous 
Electric Equipment Co. 


Electrical control and con- 
venience throughout this 
monumental structure is pro- 
vided by 


1 a pm BLE 
IRING L/EVICES 


Henry D. Sears, Gen’! Sales Agent 
80 Boylston St., Boston, Mass. 














Index to Advertisers 





ABolite Reflector Co 

Adam Electric Co., Frank 
Adapti Co 

American Blower Corp 
American Steel & Wire Co 
Anaconda Wire & Cable Co 
Ansonia Electrical Co 
Appleton Electric Co 
Arrow Electric Division 


Belson Mfg. Co 
Benjamin Elec. Mfg. Co 
Berthold Electric Co., Gus 
Bryant Electric Co 
Bull Dog Electric Products Co. 
P ° Back cover 
Bussmann Mfg. Co..Inside back cover 


Central Tube Co 

Chicago Steel Tank Co 

Clifton Conduit Co 

Colt’s Patent Fire Arms Mfg. Co...60 
Commonwealth Electric Co 131 
Consolidated Lamp & 6 
Crescent Ins. Wire & Cable Co.... 
Crouse-Hinds Co. 

Cutler-Hammer, Inc 


D 


Detroit Ins. Wire Co 129 
Diamond Electrical Mfg. Co., Inc. 107 


E 


Eastern Tube & Tool Co........... 99 
Electric Apparatus Co 

Enameled Metals Co 

Erie Malleable Iron Co 


Fretz-Moon Tube 
Fullman Mfg. C 


Garland Mfg. Co 106 
General Electric Co 58, 80-81, 97 
General Electric Supply Cort 
Ee er reer ee 87 
Guth Co.,, Edwin F 


H 


Hart & Hegeman Division 
Hart Mfg. Co 
Hatheway & Co 
Henderson- Hazel 
Holtzer-Cabot Electric Co 
Hubbell, Inc., Harvey 
Inside front cover 


Ideal Commutator Dresser Co..... 124 
Ilg Electric Ventilating Co......... 79 
Illinois Electric Porcelain Co 2 
Inland Glass Works, Inc 109 


J 


Jackson Electric Co.........ccceee 129 
Jefferson Electric Co 39 
Jiffy Wire Connector Co.......... 127 








K 
Koch & Co., Paul W 


McGill Mfg. Co 

McGraw-Hill Catalog and Direc- 
tory Co., 

Mark & Co., 

Mid-West Metal Products Co 

Minerallac Electric 

Minneapolis Electric & Construc- 
Wr GM  Gabescehaccasceee ets cts 124 


N 


National Appliance Co., Inc...38, 129 
National Carbon Co., Inc 101 
National Electric Products Corp. 
Front cover 
New York Insulated Wire Co 126 
Non-Metallic Sheathed Cable 
Licensees 


O. Z. Cable Support Co. Inc 
Ohio Carbon C 0s 
Overbagh & Ayres Mfg. Co....... 126 


Paine Co., The 

Pass & Seymour, Inc 
Peerless Blue Print Co 
Prest-O-Lite Co., Inc 
Pyramid Products Co 


R 


Radio Receptor Co., Inc 
Ralco Mfg. C 

Rattan Mfg. 

Rawlplug Co., 

Reflector & Illuminating Co 
Rittenhouse Co., E 
Rome Wire Co 


Dae... Se Mid beac n Gas <bundes 132 
Sorgel Electric Co 
Steel and Tubes, Inc 


T 


Thomas & Betts Co., The 

Tobe Deutschmann 

Trester Service Electric Co 
Triangle Conduit Co., Inc 

Trico Fuse Mfg. C 
Trumbull-Vanderpoel Electric Mfg. 


Union Electric Mfg. Co 
U. S. Electric Mfg. Corp. 
U. S. Rubber Co 


Wagner Electric Corp 
Wakefield Brass Co., F. W 
Westinghouse Electric & Mfg, Co. 


Wheeler Reflector Co 


Wiremold Co. 
Wurdack Elec 


Y 
Youngstown Sheet & Tube Co 























